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This document is a catalog of the Display Elements and their Dialogs, which are used in the 
design of displays in Advant Station 500 Series of Operator Stations. 


The names given to the display elements consist of 6 - 8 characters (the display link element 
DISPO1 is an exception). The first two, three or four characters indicate the object type. 


Table 1-1. Object type 


Name Type 
Al Analog Input 
AO Analog Output 
DAT Data Base Parameters 
DI Digital Input 
DO Digital Output 
GBI Binary Object 
GCO User Defined Controller 
GRP Group Start 
GU(1 - 6) User Defined Object 
MAN Manual Station 
MOT Motor Control 
PIDA Adaptive Process 
Controller 
PID Process Controller 
RAT Ratio Station 
REP Report Display Handling 
SEQ Sequence 
TR Trend 
TXT Text Handling 
VAL Valve Control 
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The next two characters indicate the display type that the display element is aimed for. 


Table 1-2. Display type 


Name Type 
GR Group display 
OB Object display 
WI Object close up display 
PD Process display 
SG Sequence group display 
TD Trend display 


The last two characters are sequential numbers. 

Examples: 

AIGRO1 is the display element for an analog input signal aimed for a group display. 
PIDOBO01 is the object display for a process controller (PIDCON). 


Alt.1 


DESCRIPTION 
IN 


100.0 


Figure 1-1. Group display with the display element AIGROI 
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PIDCON1 PID Controller No 1 Section 2 Class 10} | ALARM LIMITS 
MV PB HH2_ 90.00 
Incr Oo; 
120.0 5 120.0 PB MHi = 80.00 
100.0 | i 100.0 PB MIL1 20.00 
yt PB ML2 10.00 
4 r DEVPB MH 2.20 
PB ML -1.90 
= L LIMITATIONS 
SP Mi H_ 50.00 
HL 10.00 
7 NL ly OUT HH 100.00 90.00 
HL 0.00 10.00 
20.0 Ey lai 20.0 
0.0 : : 0.0 PARAMETERS 
t-4 t-3 t-2 t-1 t PID 
Bal MV 57.6| M/MIN Gain 1.317 45 
Man OUT 34.34 sP 37.4| M/MIN Tl 6.009s 3.48s 
i Auto Forced SP 57.03 TD 4.005s 5.21s 
E1 Extref_1 OUT 45.8} % X TF 2.458 8.23s 
E2 Extref_2 ° TS 0.58 
ES Extref_3 Br apie) % Re tee 
S DEV 20.2| % 


No Description 


Figure 1-2. Object display for the process controller PIDOBO1 


All the dialog elements and the dialogs are stated in alphabetic order. The dialogs are described 
together with the display elements that they belong to and show all available operations that can 
be performed from the keyboard and the dynamic keys. 


The display elements are described in two different tables, one showing the behavior and the 
second showing the configurable parameters. 


Table 1-3. Behavior 


Presentation Condition Remarks 
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No 


Reference number linking to a specific point on the display element shown together with the 
table. 


Description 

Short description of what is being presented at the point in question. 
Presentation 

Short description of the mode, color or form of the presentation employed. 
Condition 

Property in the database element that is presented or tested for presentation. 
Remarks 


Additional information specially for the operators. 
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Parameters 


Table 1-4. Configurable parameters 


Affects Options (bold is default) Remarks 


1.2 Requirements 


Parameters 

Parameters that can be configured by the user. 
Affects 

Reference to the behavior of the display element. 
Options 

Permitted values for the parameter. 

Remarks 

Additional information if required. 


Some dialogs have “subdialogs”. Each level of dialog keys are limited to ten dynamic keys. 
This limitation is eliminated by one key opening further ten keys on a lower level 
(“subdialogs”). The operator goes down or climbs on a dialog tree. Typical examples are 
parameter adjustments, limit value adjustments, blocking, and control modes. Keys designated 
with “...” at the end of the name, e.g. “Block...”, “Limits...”, “Parameters...”, and “Keyboard...”, 
are provided to open “subdialogs” on a lower level. 


D1 D2 D3 D4 D5 
Man Forced E3 


pe OUT re SP re Pe P10 Keyboard... 


Figure 1-3. MIN dialog for the PIDCON display element 


The display elements software has been pre-installed in your Advant Station 500 Operator Sta- 
tion prior to shipment from factory. 


1.3 Related Documentation 


Reference information provided in the following manuals will be helpful in using the display 
elements: 


° AdvaCommand Basic Functions User’s Guide 


¢ = AdvaBuild Display Builder User’s Guide. 
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1.4 Terminology 


Display Element 


Display elements are the dynamic building blocks of displays. A display element is a view of 
one or more process or system objects, for example an analog input signal, a pump or a valve. 
It provides information about the objects, and defines the interaction between them and the user. 
A display element can be as simple as a numerical value or as complex as a complete object dis- 
play for a process object. 


Display Element Attributes 


Display Elements contain static and dynamic parts for presentation, a dialog part for both con- 
figuration and process control, an interface part and data subscription part for data exchange 
with the objects. 


Dialog Box 


Dialog boxes are called to the screen through the selection of various menu functions during 
configuration. They are user interactive because they require you to make a selection from 
among a number of possible choices. No menus are used in run-time. 


Dynamic Keys 


Dynamic keys are used in run-time in the process dialogs to operate the objects that are selected 
in a display. They are also used to call up displays or start applications. Dynamic keys can be 
activated both from the keyboard and from the screen (screen buttons). 


Keyboard Focus 


More than one window can be displayed at the same time; however, only one window is active 
at a time. Keyboard focus determines which area of the screen or which element in a window 
gets input from the keyboard. The active window is indicated by highlighted window borders 
and title bar. 


Menus 


Menus are used during configuration. A menu is displayed directly below the button that selects 
it, and the menu remains open until an action is taken or the menu is explicitly closed. The menu 
does not require the user to keep the mouse button depressed until the desired item is located 
and selected. No menus are used in run-time. 


Process Dialog 


A process dialog is a set of executable operations that can be performed in run-time at a process 
object. The process dialog is available at two levels, min dialog and max dialog, controlled by 
the authority key. Process dialogs are performed by means of dynamic keys. 
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1.5 User Interface 


Selecting Objects 


You select an object in the display by positioning the pointer at the object and pressing the 
Select key on the trackball or keyboard or clicking the first mouse button. Only a single click or 
select is required to make a selection. 


Workspace 


The workspace is that portion of the workstation screen where graphic symbols and display ele- 
ments are entered and manipulated to configure the display with the Display Builder tool. 


1.5.1 Mouse and trackball 


All interaction (dialog) for display configuration and process control requires a pointing device 
and a keyboard. For configuration purpose, the mouse is the most convenient pointing device. 
In process operation dialogs, the trackball is the normal device. The operator keyboard is used 
for process control purpose. Otherwise a standard keyboard is used. 


Mouse and Button Actions 

The mouse buttons are defined as follows: 

° Select This is the left button 

° Drag This is the middle button 

The third right button is not used during display configuration. 
Press 


Indicates pressing a mouse button without releasing it. This action is used together with the 
actions drag and release. 


Release 

Indicates releasing a mouse button after pressing it. 

Click 

Indicates pressing and releasing a mouse button without moving the pointer. 
Double Click 


Indicates two clicks quickly without moving the pointer. A double click is used to perform the 
default action of an object. 


Drag 


Indicates pressing a mouse button without releasing it and then moving the position of the 
pointer. The drag action ends with a release action. Dragging is used e.g. when drawing a rect- 
angle or moving a drawn object. 
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Chapter 2 Configuration and Application Building 


2.1 Design Consideration 


When designing the process displays you must be aware of the load. A cyclic update of the dis- 
play elements every second is usually not needed and will cause undesired results. The default 
update for each display element is set to Demand + Event + Update 9s. This is normally suffi- 
cient in all common process. 


Also the number of display elements in each display must be taken into consideration. The max- 
imal number of display elements depends on the contents of the display element, for example a 
PIDCON contains much more data than a DI - signal. 


2.2 Tutorial 


The following example shows how to use this manual as a help to configure an AI - signal. 


How to build process displays using the Display Builder software option is described in the Dis- 
play Builder manual. We assume that the display element AIPD51 is positioned and selected in 
the workspace and its configuration dialog box is displayed. 


= | AIPD51ref0 


Object Name 


Update Demand + Event + Update 9s —= 
Dialog Min. 
Position X Y 
Size X Y 
Parameter 
Normal Color K5 A 
Top Left Color N13 
Bottom Right Color N13 
Frame Color K16 
Frame Width 2 
a >: 
OK Apply Cancel Help 


Figure 2-1. The configuration dialog box for AIPD51 


The configuration dialog box shows Min dialog as default. This means that the Min dialog is 
normally available, unless you have the authority key, then the Max dialog is available. 
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The dialogs are stated in Chapter 4. 


In the lower part of the box is a list of configurable parameters, in this case NormalColor, 
TopLeftColor, BottomRightColor and so on. All the parameters have default values. 


You can also find the parameters in the tables for AIPD51, see the extract of the table below. 
In the Option column is stated the admitted alternatives. The Affects column shows which 
properties the parameters will affect. 


Table 2-1. Parameter list for AIPD51 


Parameters Affects Options (bold is default) | Remarks 
NormalColor 3. MV Value K5 (Green), any color Color of the bargraph 
TopLeftColor 1.2 TopLeftEdge N13 (Grey), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Grey), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 
FrameWidth 1.1 SelectFrame 2, (1.4) 
BarBackColor 3. MV Value K16 (Black), any color Background color of the bargraph 
LimitColor 4. High Limit 2, M16 (Grey), any color Default color of the limits arrows 
5. High Limit, 
6. Low Limit 1 and 
7. Low Limit 2 


If you want the default parameters given in the configuration dialog box you just have to click 
on the OK or Apply button. If you want to change a value you click in the name field, delete 
what is written and enter a new value before clicking on the OK or Apply button. 
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2.3 Application Procedures 


When a display element is placed in the workspace you are able to specify attributes for its pre- 
sentation and dialog. The modifications are only valid for the selected display element(s) in that 
specific display. The display elements in the libraries can not be changed. The configuration dia- 
log box is displayed when the display element is selected: 
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VALPDO2ref0 


Object Name 


Update Demand + Event + Update 9s_ —= 
Dialog Min = 
Position X Y 
Size xX Y 
Parameter 
Mode Ind Visible true 
Man Mode Color KS 


Man or PointOfControl Color 


Man Mode Visible true 


true = M| false = S, C or L (when Man) 


Sa | > 


OK 


Apply Cancel 


Help 


Figure 2-2. Example of a configuration dialog box 


Object name 


You type the name of the object that shall be controlled by the display element. 
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Update 


The display elements have a default updating time. You can change the updating time by press- 
ing the mouse button on the Update button. An option menu with predefined alternatives is dis- 
played. Release the mouse button on the desired alternative. 

Following alternatives are available: 


° Demand 

° Demand + Event 

° Demand + Event + Update 9 seconds (default for process displays) 
° Demand + Event + Update 3 seconds. 


NOTE 


An updating time of 3 seconds is usually not necessary. 


Dialog 
There are two levels of the process dialog, the Min dialog and the Max dialog level. 


With the Min dialog, an operator can execute the commands that are necessary during normal 
operation. The Max dialog contains further control possibilities such as changing of limit val- 
ues, blocking of alarm handling and so on. The dialog levels are controlled by the authority key 
in the keyboard. 


The display elements have Min dialog as default. You can change the dialog by pressing the 
mouse button on the Dialog button. An option menu with predefined alternatives is displayed. 
Release the mouse button on the desired alternative. Following alternatives are available: 


° Max 

° Min (default) 

° Nil 

° User. 

If the max dialog for the object is always requested, you select the Max alternative in the menu. 
If no dialog is requested you select Nil in the menu. 


If a user defined dialog is requested, you select User in the menu. Click the mouse button in the 
displayed input field and type the dialog name. 


The process dialogs for each object type are listed in chapter 4. 
Position 


X and Y axes coordinates for the display element are indicated in this field and can be changed. 
The zero reference point is the lower left corner in the workspace. Dragging a display element to 
a new position automatically updates the X and Y coordinates. 


Size 


Default values are those you get when you position the display element in the workspace. 
The size is stated here in X and Y coordinates and can be modified. 


Configurable parameters 


The configurable parameters of the display element are displayed. All parameters have a default 
value. You can modify a value by entering the desired value in the textfield. 


All configurable parameters and their admitted values are listed in the tables in chapter 4. 
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Chapter 3 Operation 


3.1 Operating Overview 


3.1.1 Display Element 


The display designer decides how a process signal or a process object is to be presented in a dis- 
play by selecting a suitable display element from a library in the system. 


The display elements show the status of the signals and objects using symbols and color coding. 
Independent of the display element type some predefined colors are recommended to represent 
the status shown in the table below. 


The colors have a certain priority order. They are listed with the highest priority first, that is a 
flashing red color, which means an unacknowledged alarm, has the highest priority. 
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Table 3-1. Status colors 


Color Description 
Red flash Unacknowledged alarm 
Yellow Blocked input/output/commands 
Red Process/signal error 

Figure 3-1. Status indication colors 

Color Description 
White frame Selected 
Yellow B or Alarm blocked 
dotted line 
Yellow Bx Alarm period blocked 
Yellow P Print blocked 

Table 3-2. Type colors 

Color Description 
Green Default and measured value 
Cyan Setpoint, Ratio, DO and AO in Man- 

ual mode 
Magenta Output, DO and AO in Auto mode 
Blue Actuator 
Beige Deviation 
Table 3-3. Static colors 

Color Description 
Grey Support info, e.g. labels 
Dark grey Background 
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Each object type can be represented in different display elements depending on which type of 
display that shall be used. There is, for example, one display element suitable for a group dis- 
play and there are display elements suitable for user defined process displays. Each display ele- 
ment is described in tables in Chapter 4. 


The example below shows a part of the table for AIGRO1. 


Behavior: 

No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 

Black 
2 Header NAME and DESCR Object Name and Description 
| Red flashing AL_UNACK = 1 Unacknowledged 

Yellow BLOCKED = 1 Input blocked 

Red DISTURB or ERR = 1 Alarm 

Green S Normal 


The indices correspond to the figure below 


The display element gets a white frame when selected. 


. Header Al 1 : 1 —— 1. Frame 


DESCRIPTION 
IN 3. Status Line 


i) 


> 


Range Max 100.0 
. High Limit 2 


N 


foe} 


. High Limit 1 


6. Measured Value 


© 


. Low Limit 1 


10. Low Limit 2 


a 


Range Min 


11. MV Value 


Definition point—__ | 
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3.1.2 Dialog 
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The name and description turns red in case of an signal error or a process alarm. Before the 
alarm has been acknowledged by the operator the red color is flashing. If the input signal from 
the data base is blocked the name and description is yellow. These conditions correspond to the 
properties in the data base element for the object, in this case ERROR, DISTURBANCE, 
ALARM_UNACK and UPD_BLK. These are shown in the Condition column. This column is 
of minor interest for the operator. However in the Remark column the operator can find useful 
information. 


For each object type a repertoire of executable operations, called process dialog, is available. 
The process dialog contains two levels: 


° Min dialog 
° Max dialog. 


The min dialog can execute commands that are necessary during normal operation, such as 
increase/decrease, start/stop, acknowledge alarm. The max dialog, which requires authority key, 
contains further control possibilities, such as changing of limit values, blocking of alarm han- 
dling and so on. 


Chapter 4 contains for each object type the name of the dialog, the dynamic function keys and 
keyboard keys used by the dialog as well as a table showing the function of each key and which 
properties in the data base, the data base element, it affects. 


The example below shows the process dialog for an analog input signal. 


Keyboard Keys. 


5. Next Block 


Lt 4. Previous Level 


a ee 


Man 


3. Object Display 


Exit 


SO _ 


auto 


2. Object Trend 


| | | fo (fa | 1. Acknowledge 
elo} LO lv 


Figure 3-2. Keyboard keys 


: 
? 
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Min dialog 


Dynamic keys, Keyboard 


D1 


D2 


D3 


D4 


DS 


n8 oe Acknowledge Object Display md Object Trend Pro 
Figure 3-3. Dynamic keys, Keyboard 
Max dialog (Authority key) 
Dynamic keys, Top Level 
i Block Input ne Block Alarm is Block Printout pa Pe Limits... 
re Deblock Input D7 Deblock Alarm ne Deblock Printout ee pig Keyboard... 
Figure 3-4. Dynamic keys, Top Level 
Dynamic keys, Limits 
D1 HI D2 Ho D3 D4 D5 
22 ut oe L2 Pe Alarm Delay re 
Figure 3-5. Dynamic keys, Limits 
Dynamic keys, Keyboard 
D1 D2 D3 D4 D5 
ie pf Acknowledge Object Display De Object Trend ae 


Figure 3-6. Dynamic keys, Keyboard 
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Chapter 4 Display Elements 


4.1 Process Dialog for Analog Input Al 
4.1.1 MIN Dialog (No authority key) 


4.1.1.1 Keyboard keys 


| | Dialog we 
| Dialo | Prev Dialog . . 
Man |/Auto]} E41 E2 9 HT object |} exit 3. Object Display 
— 2. Object Trend 
=i + 
Spiect 1. Acknowledge 
et TS) N La" a 
e © lv 
JI WY) eo 
Figure 4-1. Keyboard keys 
Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 
Key 2: Object Trend Select: Object Trend 
Key 3: Object Display Select: Object Display 


4.1.1.2 Command line 


Dialog for changing MV: Perform: Change Measured value VALUE 
If Input Blocked - BLOCKED = 1 
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4.1.1.3 Dynamic keys, Keyboard 


D1 


D2 


D3 


D4 


DS 


D6 


D10 


4.1.2.1 Keyboard keys 


Acknowledge Object Display Object Trend 
Figure 4-2. Dynamic keys 
D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 
D8: Object Display Select: Object Display 
D9: Object Trend Select: Object Trend 
4.1.2 MAX Dialog (Authority key) 
5. Next Block 


Key 1: Acknowledge 
Key 2: Object Trend 


Key 3: Object Display 


Key 4: Previous Level 
Key 5: Next Block 
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| Dialog pa 
Man lau to E1 E2 Dialog : Aa Bteiég 
+ 
Object 
Lt iN Lv" 
Ci] [QI 0} LO |v 


Figure 4-3. Keyboard keys 


Perform: Acknowledge 


Select: Object Trend 


Select: Object Display 


Select Dynamic keys: Top Level 


Page between the dynamic key sets: 
Limits and Keyboard 


4. Previous Level 


3. Object Display 


2. Object Trend 


1. Acknowledge 


AL_UNACK = 0 
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4.1.2.2 Command line 


Dialog for changing MV: Perform: Change Measured value VALUE 
If Input Blocked - BLOCKED = 1 


4.1.2.3 Dynamic keys, Top Level 


D1 Block D2 Block D3 Block D4 D5 Limits 
Input Alarm Printout “L 
Dé Deblock D7 Deblock D8 Deblock :) D10 Keyboard... 
Input Alarm Printout 
Figure 4-4. Dynamic keys 

D1: Block Input Pressed: yellow text BLOCKED = 1 
Released: white text 

D2: Block Alarm Pressed: yellow text AL_BLK = 1 
Released: white text 

D3: Block Printout Pressed: yellow text PR_BLK = 1 
Released: white text 

D5: Limits... Select Dynamic keys: Limits 

D6: Deblock Input Pressed: green text BLOCKED = 0 
Released: white text 

D7: Deblock Alarm Pressed: green text AL_BLK =0 
Released: white text 

D8: Deblock Printout Pressed: green text PR_BLK = 0 
Released: white text 

D10: Keyboard... Select Dynamic keys: Keyboard 

4.1.2.4 Dynamic keys, Keyboard 
D1 D2 D3 D4 DS 
Pe Pe Acknowledge re Object Display Pe Object Trend ate 
Figure 4-5. Dynamic keys 

D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 

D8: Object Display Select: Object Display 

D9: Object Trend Select: Object Trend 
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4.1.2.5 Dynamic keys, Limits 


1 Ht 70.00 2 -H2- 80.00 Pe m oe 
Dé D7 D8 D9 Al D10 
L1 45.00 L2 35.00 Delay 
Figure 4-6. Dynamic keys 

D1: H1 Pressed: Dialog for changing HI_LIM1 
High Limit 1. 
High Limit | value green, 
If EN_H1 = 1 then key is dimmed 

D2: H2 Pressed: Dialog for changing HI_LIM2 
High Limit 2. 
High Limit 2 value green, 
If EN_H2 = 1 then key is dimmed 

D6: L1 Pressed: Dialog for changing LO_LIM1 
Low Limit 1. 
Low Limit | value green, 
If EN_L1 = 1 then key is dimmed 

D7: L2 Pressed: Dialog for changing LO_LIM2 


D9: Alarm Delay 


4-4 


Low Limit 2. 
Low Limit 2 value green, 
If EN_L2 = 1 then key is dimmed 


Pressed: Dialog for changing 
Alarm Delay 
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4.1.3 AIGRO1 


Presentation: 


11. 


. Header 


. Range Max 


. High Limit 2 


. High Limit 1 


. Low Limit 1 


. Low Limit 2 


. Range Min 


MV Value 


Definition point 


Alt.1 


DESCRIPTION 


IN 


100.0 


eer 


—— 1. Frame 


3. Status Line 


6. Measured Value 


Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK = 1 Unacknowledged 
Yellow BLOCKED = 1 Input blocked 
Red DISTURB = 1 or Alarm 
ERR = 1 
Green 2 Normal 
3 Status Line Status Line 
3.1 Input Blocked IN Yellow BLOCKED = 1 Input blocked 
3.2 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.3 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
3.4 Alarm Indication F Red DISTURB = 1 Alarm 
3.5 | Error Indication Q Red ERR =1 W/O Error 
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No Description Presentation Condition Remarks 
4 Range Max RANGEMAX Range Max of the MV value 
Green 
5 Range Min RANGEMAX Range Min of the MV value 
Green : 
6 Measured Value Bargraph VALUE Object measured value 
Green a 
7 High Limit 2 HI_LIM2 Alarm High limit 2 
—~_( - HI_LIM2 >= RANGEMAX or Invisible 
EN_H2=0 
Filled Yellow VALUE>H2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE>H2 = 1 
Unfilled Grey 3 
8 High Limit 1 HI_LIM1 Warning High limit 1 
b— - HI_LIM1 >= RANGEMAX or Invisible 
EN_H1=0 
Filled Yellow VALUE>H1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE>H1 = 1 
Unfilled Grey 
9 Low Limit 1 LO_LIM1 Warning Low limit 1 
b— - LO_LIM1 <= RANGEMIN or Invisible 
EN_L1=0 
Filled Yellow VALUE<L1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE<L1 = 1 
Unfilled Grey 7 
10 Low Limit 2 LO_LIM2 Alarm Low limit 2 
—~_( - LO_LIM2 <= RANGEMIN or Invisible 
EN_L2=0 
Filled Yellow VALUE<L2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE<L2 = 1 
Unfilled Grey 3 
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No Description Presentation Condition Remarks 
11 Measured Value The MV object value 
11.1 /MV MV Grey Text in front of the value 
11.2 | MV Value 22 2? Red ERR =1 V/O Error 

Green VALUE Measured value 
11.3 | MV Unit UNIT Measured unit 

Green : 


Configuration: 


Parameters Affects 


Options (bold is default) 


Remarks 


NameFont 2. Header Name 


FC50, any font 
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4.1.4 AlIOBO1 


Presentation: 


N | 100.0 


0.0 


Input Blocked 


MV 81.4) M/MIN 


ALARM LIMITS 
MV PBHH2 90.0 =—-— 9 
PBMH1 70.0 ~—+- 10 
PBML1 45.0--+ 11 
PBHL2 35.0 ~—- 12 
STATUS 
Hi Updated | 13 


M@ Man Entry ~——-+_ 14 
Alarm Period Block + 15 
H Disturbance ~——| 16 
Mf Signal Error ~—_—+_ 17 
H Overflow | 18 


PARAMETERS 


Hi Implemented ~—— 19 
H@ Normal Treat ~—_ 20 
Hi No Overflow Alarms|- 21 
i Tested 


24 23 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK = 1 Unacknowledged 
Yellow BLOCKED = 1 Input blocked 
Red DISTURB = 1 or Alarm 
ERR = 1 
Green > Normal 
3.1 Section Text Section Grey Text in front of the value 
3.2 Section Value Green PROC_SEC Process section 
4.1 Class Text Class Grey Text in front of the value 
4.2 Class Value Green CLASS Object class 
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No Description Presentation Condition Remarks 
5 Range Max RANGEMAX Range Max of the MV value 
Green < 
6 Range Min RANGEMAX Range Min of the MV value 
Green - 
7 Measured Value Trim Curve VALUE Object value - Trim curve 
Green ; 
8.1 Measured Value Bargraph VALUE Object measured value 
Green 
8.2 High Limit 2 HI_LIM2 Alarm High limit 2 
—~" - HI_LIM2 >= RANGEMAX or Invisible 
EN_H2=0 
Filled Yellow VALUE >H2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE>H2 = 1 
Unfilled Grey - 
8.3 High Limit 1 HI_LIM1 Warning High limit 1 
>— - HI_LIM1 >= RANGEMAX or Invisible 
EN_H1=0 
Filled Yellow VALUE>H1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE>H1 = 1 
Unfilled Grey 3 
8.4 Low Limit 1 LO_LIM1 Warning Low limit 1 
>b— - LO_LIM1 <= RANGEMIN or Invisible 
EN_L1=0 
Filled Yellow VALUE<L1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE<L1 = 1 
Unfilled Grey 7 
8.5 Low Limit 2 LO_LIM2 Alarm Low limit 2 
—~( - LO_LIM2 <= RANGEMIN or Invisible 
EN _L2=0 
Filled Yellow VALUE<L2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE<L2 = 1 
Unfilled Grey : 
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No Description Presentation Condition Remarks 

9 ALARM LIMITS for MV Alarm limits for MV 

9.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 

9.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 

9.3 Alarm Indication m Red VALUE>h2 = 1 Alarm High limit 2 

9.4 H2 Text H2 Grey Text in front of the value 

9.5 H2 Value Green HI_LIM2 High limit 2 value 
- EN_H2 =0 Invisible 

10.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 

10.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
BX Yellow AL_P_BLK = 1 Alarm blocked by PC-program 

10.3 | Alarm Indication m Red VALUE>H1 = 1 Warning High limit 1 

10.4 |H1 Text H1 Grey Text in front of the value 

10.5 |H1 Value Green HI_LIM1 Warning High limit 1 value 
- EN_H1=0 Invisible 

11.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 

11.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 

11.3 | Alarm Indication m Red VALUE<L1 = 1 Warning Low limit 1 

11.4 |L1 Text L1 Grey Text in front of the value 

11.5 |L1 Value Green LO_LIM1 Warning Low limit 1 value 
- EN_L1=0 Invisible 

12.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 

12.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
BX Yellow AL_P_BLK = 1 Alarm blocked by PC-program 

12.3 | Alarm Indication m Red VALUE<L2 = 1 Alarm Low limit 2 

12.4 |L2 Text L2 Grey Text in front of the value 

12.5 |L2 Value Green LO_LIM2 Alarm Low limit2 value 
- EN_L2=0 Invisible 
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No Description Presentation Condition Remarks 
13 STATUS Status 
13.1. | Updated Indication Bw Green UPDATED = 1 Updated 
13.2 | Updated text Updated Grey Updated text 
14.1 Manual entry Indication mm Green MAN_ENTR = 1 Manual entry flag 
14.2 | Manual entry text Man Entry Grey 
15.1 | Alarm period block Indication mw Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
15.2 | Alarm period block text Alarm Period Blk Text behind the indication 
Yellow AL_P_BLK = 1 
Grey - 
16.1 | Disturbance Indication m Red DISTURB = 1 Fault 
16.2 | Disturbance text Disturbance Text behind the indication 
Red DISTURB = 1 
Grey - 
17.1 | Signal error Indication m Red ERR = 1 /O Error 
17.2 | Signal error text Signal Error Text behind the indication 
Red ERR = 1 
Grey - 
18.1 | Overflow Indication m Red OVERFLOW = 1 Overflow 
18.2 | Overflow text Overflow Text behind the indication 
Red OVERFLOW = 1 
Grey - 
19 PARAMETERS Parameters 
19.1 | Implemented Indication m@ Green ACT = 1 Implemented 
19.2 | Implemented text Implemented Grey Implemented text 
20.1 Normal treat Indication wm Green NORM_TR = 1 Normal object treat 
20.2 | Normal treat text Normal Treated Grey Normal object treat text 
21.1 No overflow Indication mm Green OVF_CTRL = 1 No error at overflow 
21.2 | No overflow text No Overflow Grey No error at overflow text 
22.1 | Tested Indication m@ Green TESTED = 1 Tested 
22.2 | Tested text Tested Grey Tested text 
23.1 | MV Text MV Grey Text in front of the value 
23.2 | MV Value 22? ?Red ERR =1 VO Error 
Green VALUE Measured value 
23.3 | MV Unit Green UNIT Measured unit 
24 Input Blocked Input Blocked Yellow BLOCKED = 1 Input blocked 
: BLOCKED = 0 Invisible 
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4.1.5 AIPDO1 


Presentation: 


2. Value 
1. Frame 
S1.4[M/MIN- 
Definition Point 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Dotted Yellow AL_BLK = 1 Alarm blocked by operator 
Black - FrameColor 
2 Measured Value VALUE Object value 
2? 2? ? Red flashing ERR = 1 and Unacknowledged I/O Error 
AL_UNACK = 1 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
22? ?Red ERR =1 V/O Error 
Yellow BLOCKED =1 Input blocked 
Red DISTURB = 1 Alarm 
Green NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Green UNIT NormalColor 
= UnitVisible = noSubscription Unit is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Measured Value and 3. Unit K5 (Green), any color 

Font 2. Measured Value and 3. Unit FA40, any font 


SelectAreaColor 


FrameColor 
FrameWidth 
NumberOfChar 


1. SelectArea 


1. SelectFrame 
1. SelectFrame 


2. Measured Value 


K16 (Black), any color 


K16 (Black), any color 
2, (1..4) 
7 


Background color and deletion 
color 


mostly = SelectAreaColor 


Including . and - 
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4.1.6 AIPD51 


Presentation: 


1. Frame ————~+ 


4. High Limit 2 —~ 


5. High Limit 1 —~ 


2. Al Error ep, 
3. MV Value 
6. Low Limit 1 —— 
7. Low Limit 2 —~ 
Definition Point 
Behavior: 
No Description Presentation Condition Remarks 
11 SelectFrame White SELECTED = 1 Object select frame 
Black - FrameColor 
1.2 TopLeftEdge Three Dimensions effect 
Grey TopLeftColor 
1.3 BottomRightEdge Three Dimensions effect 
Grey BottomRightColor 
2 Al Error ? Red flashing ERR = 1 and Unacknowledged 
AL_UNACK = 1 
? Yellow ERR =1 and Input blocked 
BLOCKED = 1 
? Red ERR =1 VO Error 
- ERR =0 Invisible 
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No Description Presentation Condition Remarks 
3 MV Value VALUE The object value 
7 ERR = 1 Invisible - /O Error 
Red flashing AL_UNACK = 1 Unacknowledged 
Yellow BLOCKED = 1 Input blocked 
Red DISTURB = 1 Alarm 
Green ; NormalColor 
4 High Limit 2 HI_LIM2 Alarm High limit 2 
—~_( - HI_LIM2 >= RANGEMAX or Invisible 
EN_H2=0 
Filled Yellow VALUE>H2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE>H2 = 1 
Unfilled Grey > LimitColor 
5 High Limit 1 HI_LIM1 Warning High limit 1 
b— - HI_LIM1 >= RANGEMAX or Invisible 
EN_H1=0 
Filled Yellow VALUE>H1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE>H1 = 1 
Unfilled Grey 7 LimitColor 
6 Low Limit 1 LO_LIM1 Warning Low limit 1 
b— - LO_LIM1 <= RANGEMIN or Invisible 
EN_L1=0 
Filled Yellow VALUE<L1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE<L1 = 1 
Unfilled Grey : LimitColor 
7 Low Limit 2 LO_LIM2 Alarm Low limit 2 
—~_( - LO_LIM2 <= RANGEMIN or Invisible 
EN_L2=0 
Filled Yellow VALUE<L2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE<L2 = 1 
Unfilled Grey > LimitColor 


The conditions are in priority order. Underlined parameters are configurable. 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 

NormalColor 3. MV Value K5 (Green), any color Color of the bargraph 
TopLeftColor 1.2 TopLeftEdge N13 (Grey), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Grey), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 

FrameWidth 1.1 SelectFrame 2, (1..4) 

BarBackColor 3. MV Value K16 (Black), any color Background color of the bargraph 
LimitColor 4. High Limit 2, 5. High Limit 1, M16 (Grey), any color Default color of the limits arrows 


6. Low Limit 1 and 7. Low Limit 2 
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4.1.7 AIWI01 


Presentation: 


2. Header Al1.1 <1. Frame 
DESCRIPTION 4. Range Max 
100.0 7. High Limit 2 
8. High Limit 1 
3. Status Line IN P B FQ 
14. MV Value 81.41 M/MIN 6. Measured Value 
9. Low Limit 1 
10. Low Limit 2 
Definition point 5. Range Min 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black - 
2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK = 1 Unacknowledged 
Yellow BLOCKED = 1 Input blocked 
Red DISTURB = 1 or Alarm 
ERR = 1 
Green - Normal 
3 Status Line Status Line 
3.1 Input Blocked IN Yellow BLOCKED = 1 Input blocked 
3.2 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.3 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
3.4 Alarm Indication F Red DISTURB = 1 Alarm 
3.5 | Error Indication Q Red ERR =1 VO Error 
4 Range Max RANGEMAX Range Max of the MV value 
Green 
5 Range Min RANGEMIN Range Min of the MV value 
Green - 
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No Description Presentation Condition Remarks 
6 Measured Value Bargraph VALUE Object measured value 
Green : 
7 High Limit 2 HI_LIM2 Alarm High limit 2 
—~_( - HI_LIM2 >= RANGEMAX or Invisible 
EN_H2=0 
Filled Yellow VALUE>H2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE>H2 = 1 
Unfilled Grey - 
8 High Limit 1 HI_LIM1 Warning High limit 1 
>— - HI_LIM1 >= RANGEMAX or Invisible 
EN_H1=0 
Filled Yellow VALUE>H1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE>H1 = 1 
Unfilled Grey 5 
9 Low Limit 1 LO_LIM1 Warning Low limit 1 
>— - LO_LIM1 <= RANGEMIN or Invisible 
EN_L1=0 
Filled Yellow VALUE<L1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE<L1 = 1 
Unfilled Grey = 
10 Low Limit 2 LO_LIM2 Alarm Low limit 2 
—~( - LO_LIM2 <= RANGEMIN or Invisible 
EN _L2=0 
Filled Yellow VALUE<L2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red VALUE<L2 = 1 
Unfilled Grey . 
11 Measured Value The MV object value 
11.1 /MV MV Grey Text in front of the value 
11.2 | MV Value 22? ?Red ERR =1 VO Error 
Green VALUE Measured value 
11.3 | MV Unit UNIT Measured unit 
Green : 
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4.2 Process Dialog for Analog Output AO 


4.2.1 MIN Dialog (No authority key) 


4.2.1.1 Keyboard keys 


[| 


| | Dialog 


ve 


auto 


Dialog 


| 
| Exit 


4. Increase 


Fr 
‘i 
5. Decrease —_|_- ) 


Key 1: Acknowledge 


Key 2: Object Trend 
Key 3: Object Display 


Key 4: Increase 


Key 4: Shift + Increase 


Key 5: Decrease 


Key 5: Shift + Decrease 


4.2.1.2 Command line 
Dialog for changing OUT: 


3BSE 001 962R0201 


Prev 
Object 


He 


O19) LO Iv 


Figure 4-7. Keyboard keys 


Perform: Acknowledge 
Select: Object Trend 
Select: Object Display 


Perform: Increase output value 
with | % if MAN = 1 


Perform: Increase output value 
with 10 % if MAN = 1 


Perform: Decrease output value 
with 1% if MAN = 1 


Perform: Decrease output value 
with 10 % if MAN = 1 


Perform: Change Output value 
If MAN = 1 


>) 


3. Object Display 
2. Object Trend 


1. Acknowledge 


AL_UNACK = 0 


VALUE 


VALUE 


VALUE 


VALUE 


VALUE 
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4.2.1.3 Dynamic keys, Keyboard 


D1 D2 D3 D4 D5 
A Increase 


pe Vv Decrease ae Acknowledge ae Object Display ae Object Trend hu 


Figure 4-8. Dynamic keys 


D1: Increase Perform: Increase output value VALUE 
with 1 % if MAN = 1 
If MAN = 0 then key is dimmed 


D6: Decrease Perform: Decrease output value VALUE 
with 1 % if MAN = 1 
If MAN = 0 then key is dimmed 


D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 
D8: Object Display Select: Object Display 
D9: Object Trend Select: Object Trend 
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4.2.2 MAX Dialog (Authority key) 


4.2.2.1 Keyboard keys 


4. Previous Level 


3. Object Display 


2. Object Trend 


1. Acknowledge 


‘ 


5. Man 
6. Auto 
( ' : ' | | 
Man | Auto E1 || £2 (2'9!09 I object 
ee 
7. Increase Object 
| ae iN Vaal] 
8. Decrease ——_+ y @) 
| VY © & J 
Figure 4-9. Keyboard keys 
Key 1: Acknowledge Perform: Acknowledge 
Key 2: Object Trend Select: Object Trend 
Key 3: Object Display Select: Object Display 
Key 4: Previous Level Select Dynamic keys: Top Level 
Key 5: Man Perform: Set to manual mode 
Key 6: Auto Perform: Set to automatic mode 
Key 7: Increase Perform: Increase output value 
with | % if MAN = 1 
Key 7: Shift + Increase Perform: Increase output value 
with 10 % if MAN = 1 
Key 8: Decrease Perform: Decrease output value 
with | % if MAN = 1 
Key 8: Shift + Decrease Perform: Decrease output value 
with 10 % if MAN = 1 
4.2.2.2 Command line 
Dialog for changing OUT: Perform: Change Output value 
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If MAN = 1 


AL_UNACK = 0 


MAN = 1 
MAN =0 
VALUE 


VALUE 


VALUE 


VALUE 


VALUE 
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4.2.2.3 Dynamic keys, Top Level 


D1 Block D2 D3 D4 D5 
ipa OUTH 70.0 
pe ot °7 OUT L 30.0 m8 ane P10 Keyboard... 
Figure 4-10. Dynamic keys 
D1: Block Output Pressed: yellow text OUTP_BLK = 1 
Released: white text 
D2: OUT H Pressed: Dialog for changing HI_LIM 
Max Limitation. 
Max Limitation value magenta, 
If EN_HI = 1 then key is dimmed 
D6:Deblock Output Pressed: green text OUTP_BLK = 0 
Released: white text 
D7: OUT L Pressed: Dialog for changing LO_LIM 
Min Limitation. 
Min Limitation value magenta, 
If EN_LO = 1 then key is dimmed 
D10:Keyboard... Select Dynamic keys: Keyboard 
4.2.2.4 Dynamic keys, Keyboard 
a A Increase ci Man ee Auto Ra ee 
Pe Vv Decrease ue Acknowledge Object Display Object Trend pie 
Figure 4-11. Dynamic keys 
D1: Increase Perform: Increase output value VALUE 
with 1 % if MAN = 1 
If MAN = 0 then key is dimmed 
D2: Man Perform: Set to manual mode MAN = 1 
D3: Auto Perform: Set to automatic mode MAN =0 
D6: Decrease Perform: Decrease output value VALUE 
with 1 % if MAN = 1 
If MAN = 0 then key is dimmed 
D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 
D8: Object Display Select: Object Display 
D9: Object Trend Select: Object Trend 
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4.2.3 AOGRO1 


Presentation: 


2. Header AQ ; 1 


DESCRIPTION 
A OUT 


4. Range Max 100.0 


7. High Limitation 


8. Low Limitation 


5. Range Min 


9. OUT Value 


ie 


Definition point 


i. 1. Frame 


3. Status Line 


6. Output Value 


Behavior: 

No Description Presentation Condition Remarks 

1 Select Frame White SELECTED = 1 Object select frame 
Black = 

2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK =1 Unacknowledged 
Yellow OUTP_BLK = 1 Output blocked 
Red ERR = 1 Alarm 
Cyan MAN = 1 Manual mode 
Magenta = Normal 

3 Status Line Status Line 

3.1. |Mode M cyan MAN = 1 Manual mode 
A Magenta 7 Auto mode 

3.2 Output Blocked OUT Yellow OUTP_BLK = 1 Output block 

3.3 Error Indication Q Red ERR = 1 Signal error 
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No Description Presentation Condition Remarks 
4 Range Max RANGEMAX 
Cyan MAN = 1 Manual mode 
Magenta : Auto mode 
5 Range Min RANGEMIN 
Cyan MAN = 1 Manual mode 
Magenta : Auto mode 
6 Output Value Bargraph VALUE Object output value 
Cyan MAN = 1 Manual mode 
Magenta Auto mode 
7 High Limitation HI_LIM High limitation 
- HI_LIM > RANGEMAX or Invisible 
EN_HI=0 
Yellow EN_HI = 1 and 
VALUE_HI = 1 
Grey EN_HI = 1 
8 Low Limitation LO_LIM Low limitation 
- LO_LIM < RANGEMIN or Invisible 
EN LO=0 
Yellow EN_LO = 1 and 
VALUE_LO = 1 
Grey EN_LO =1 
9 Output Value The Output value 
9.1 |OUT OUT Grey Text in front of the value 
9.2 OUT Value VALUE 
Cyan MAN = 1 Manual mode 
Magenta : Auto mode 
9.3 OUT Unit UNIT 
Cyan MAN = 1 Manual mode 
Magenta : Auto mode 
Configuration 
Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FC50, any font 
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4.2.4 AOOB0O1 


Presentation: 


‘ 


LIMITATIONS 


OUT MH 70.0 —— 9 


51+ 100.0] | 100.0 mL 30.0 ~1-10 
——————E 

STATUS 

H Signal Error ——— 11 


PARAMETERS 
6 +———+ 0.0 0.0 
t-4 £3 2 i t H Implemented ~4— 12 
M Use Tax Aim ~j—13 
20- i Man Output Blocked OUT 57.6|}M/MIN = pleas 
13) Auto | Tested i— 16 
18 17 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Black : 
2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK =1 Unacknowledged 
Yellow OUTP_BLK = 1 Output blocked 
Red ERR = 1 Alarm 
Cyan MAN = 1 Manual mode 
Magenta : Normal 
3.1 Section Text Section Grey Text in front of the value 
3.2 Section Value Green PROC_SEC Process section 
4.1 Class Text Class Grey Text in front of the value 
4.2 Class Value Green CLASS Object class 


3BSE 001 962R0201 4-27 


AdvaCommand User Interface 


Section 4.2.4 AOOBO1 


No Description Presentation Condition Remarks 
5 Range Max RANGEMAX Range max of the Output 
value 
Cyan MAN = 1 Manual mode 
Magenta Auto mode 
6 Range Min RANGEMIN Range min of the Output 
value 
Cyan MAN = 1 Manual mode 
Magenta Auto mode 
7 Output Value Trim Curve VALUE Object output value 
Cyan MAN = 1 Manual mode 
Magenta Auto mode 
8.1 Output Value Bargraph VALUE Object output value 
Cyan MAN = 1 Manual mode 
Magenta = Auto mode 
8.2 High Limitation HI_LIM High limitation 
- HI_LIM > RANGEMAX or Invisible 
EN_HI=0 
Yellow EN_HI = 1 and 
VALUE_HI = 1 
Grey EN_HI = 1 
8.3 Low Limitation LO_LIM Low limitation 
- LO_LIM < RANGEMIN or Invisible 
EN_LO=0 
Yellow EN_LO = 1 and 
VALUE_LO = 1 
Grey EN_LO =1 
9 LIMITATIONS Limitations for OUT 
9.1 High Limitation Indication Yellow VALUE_HI = 1 High limitation flag 
9.2 H Text H Grey Text in front of the value 
9.3 H Value HI_LIM High limitation value 
- EN_HI = 1 and Invisible 
VALUE_HI = 1 
Cyan MAN = 1 Manual mode 
Magenta - Auto mode 
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No Description Presentation Condition Remarks 
10.1 Low Limitation Indication Yellow VALUE_LO = 1 Low limitation flag 
10.2 |L Text L Grey Text in front of the value 
10.3 | L Value LO_LIM Low limitation value 
- LO_LIM < RANGEMIN or Invisible 
EN_LO=0 
Cyan MAN = 1 Manual mode 
Magenta s Auto mode 
11 STATUS Status 
11.1 | Signal Error Indication m Red ERR = 1 Signal error 
11.2 | Signal Error Text Signal Error Signal error text 
Red ERR = 1 
Grey - 
12 PARAMETERS Parameters 
12.1 | Implemented Indication m Green IMPLEMENTED = 1 Implemented 
12.2 | Implemented Text Implemented Grey Implemented text 
13.1. | Use Max Limitation Indication mm Green EN_HI =1 Use max limitation 
13.2 | Use Max Lim Text Use Max Lim Grey Use max lim text 
14.1 | Use Min Limitation Indication m Green EN LO=1 Use min limitation 
14.2 | Use Min Lim Text Use Min Lim Grey Use min lim text 
15.1 | Output Restart Indication W@ Green RESTART = 1 Ouiput restart 
15.2 | Output Restart Text Output Restart Grey Output restart text 
16.1 | Tested Indication Hm Green TESTED = 1 Tested 
16.2 | Tested Text Tested Grey Tested text 
17.1 | OUT Text OUT Grey Text in front of the value 
17.2 | OUT Value VALUE 
Cyan MAN = 1 Manual mode 
Magenta - Auto mode 
17.3. | OUT Unit UNIT 
Cyan MAN = 1 Manual mode 
Magenta - Auto mode 
18 | Output Blocked Output Blocked Yellow OUTP_BLK = 1 Output blocked 
= OUTP_BLK = 0 Invisible 
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No Description Presentation Condition Remarks 
19.1 | Auto Indication m@ Magenta MAN = 0 Auto mode 
19.2 | Auto Text Auto Auto text 
Magenta MAN = 0 Auto mode 
Grey MAN = 1 Manual mode 
20.1 | Man Indication Bw Cyan MAN = 1 Manual mode 
20.2 | Man Text Man Manual text 
Cyan MAN = 1 Manual mode 
Grey MAN = 0 Auto mode 
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4.2.5 AOPDO1 


Presentation: 


1. Frame 2. Value 
jee 3. Unit 
57.6} M/MIN 
ae 
Definition Point 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Black FrameColor 
2 Output Value VALUE Object value 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Yellow OUTP_BLK = 1 Output blocked 
Red ERR = 1 Alarm 
Cyan MAN = 1 ManualColor 
Magenta - AutoColor 
3 Unit UNIT Object unit 
UnitVisible = onRequest 
Cyan MAN = 1 ManualColor 
Magenta - AutoColor 
< UnitVisible = noSubscription Unit is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

UnitVisible 3. Unit onRequest, noSubscription 

AutoColor 2. Output Value and 3. Unit K11 (Magenta), any color Value and unit in auto mode 

ManualColor 2. Output Value and 3. Unit K9Q (Cyan), any color Value and unit in manual mode 

Font 2. Output Value and 3. Unit FA40, any font 

SelectAreaColor 1. SelectArea K16 (Black), any color Background color and deletion 
color 

FrameColor 1. SelectFrame K16 (Black), any color mostly = SelectAreaColor 

FrameWidth 1. SelectFrame 2, (1..4) 

NumberOfChar 2. Output Value 7 Including . and - 
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4.2.6 AOPD51 


Presentation: 


1.Frame ————~— 


Definition Point 


— 3. High Limitation 


2. Output Value 


— 4. Low Limitation 


Behavior: 

No Description Presentation Condition Remarks 

141 SelectFrame White SELECTED = 1 Object select frame 
Black 7 FrameColor 

1.2 TopLeftEdge Three Dimensions effect 
Grey TopLeftColor 

1.3 BottomRightEdge Three Dimensions effect 
Grey BottomRightColor 

2 Output Value VALUE The object value 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Yellow OUTP_BLK =1 Output blocked 
Red ERR = 1 Alarm 
Cyan MAN = 1 ManualColor 
Magenta : AutoColor 
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No Description Presentation Condition Remarks 
3 High Limitation HI_LIM High limitation 
- HI_LIM > RANGEMAX or Invisible 
EN_HI=0 
Yellow EN_HI = 1 and 
VALUE_HI = 1 
Grey EN_HI=1 LimitationColor 
4 Low Limitation LO_LIM Low limitation 
- LO_LIM < RANGEMIN or Invisible 
EN_LO=0 
Yellow EN_LO = 1 and 
VALUE_LO = 1 
Grey EN_LO =1 LimitationColor 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 

Parameters Affects Options (bold is default) Remarks 

ManualColor 2. Output Value K9Q (Cyan), any color Bargraph color in manual mode 
AutoColor 2. Output Value K11 (Magenta), any color Bargraph color in auto mode 
TopLeftColor 1.2 TopLeftEdge N13 (Grey), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Grey), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 

FrameWidth 1.1 SelectFrame 2, (1..4) 


BarBackColor 


LimitationColor 


2. Output Value 


3. High Limitation and 
4. Low Limitation 


K16 (Black), any color 


M16 (grey), any color 


Background color of the bargraph 


Limitation line and mesh color 
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Presentation: 


2. Header 


3. Status Line 


8. Output Value 


Definition point 


AO1.1 


DESCRIPTION 


A OUT Q 


57.6| M/MIN 


AdvaCommand User Interface 
Section 4.2.7 AOWIO1 


—1. Frame 


4. Range Max 


6. High Limitation 


5. Output Value 


7. Low Limitation 


Behavior: 

No Description Presentation Condition Remarks 

1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black : 

2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK =1 Unacknowledged 
Yellow OUTP_BLK = 1 Output blocked 
Red ERR = 1 Alarm 
Cyan MAN = 1 Manual mode 
Magenta - Normal 

3 Status Line Status Line 

3.1. |Mode M cyan MAN = 1 Manual mode 
A Magenta : Auto mode 

3.2 | Output Blocked OUT Yellow OUTP_BLK = 1 Output block 

3.3 Error Indication Q Red ERR = 1 Signal error 

4.1 Range Max RANGEMAX 
Cyan MAN = 1 Manual mode 
Magenta 7 Auto mode 

4.2 Range Min RANGEMIN 
Cyan MAN = 1 Manual mode 
Magenta - Auto mode 
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No Description Presentation Condition Remarks 
5 Output Value Bargraph VALUE Object output value 
Cyan MAN = 1 Manual mode 
Magenta - Auto mode 
6 High Limitation HI_LIM High limitation 
- HI_LIM > RANGEMAX or Invisible 
EN_HI=0 
Yellow EN_HI = 1 and 
VALUE_HI = 1 
Grey EN_HI = 1 
7 Low Limitation LO_LIM Low limitation 
- LO_LIM < RANGEMIN or Invisible 
EN_LO=0 
Yellow EN_LO = 1 and 
VALUE_LO = 1 
Grey EN_LO =1 
8.1 OUT Value Cyan MAN = 1 Manual mode 
Magenta - Auto mode 
8.2 OUT Unit Cyan MAN = 1 Manual mode 
Magenta ; Auto mode 
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4.3 Process Dialog for Data Base Parameters DAT 


4.3.1 MIN Dialog (No authority key) 
No dialog available. 


4.3.2 MAX Dialog (Authority key) 


4.3.2.1 Keyboard keys 


| EEE 


Dialog 
Exit 


2. Off 1.On 


Figure 4-12. Keyboard keys 


Key 1: On Perform: Set Boolean to one BO_VAL=1 
if VAL_TYPE = 1 


Key 2: Off Perform: Set Boolean to zero BO_VAL=0 
if VAL_TYPE = 1 
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4.3.2.2 Dynamic keys, Top Level 
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D1 D2 


D6 D7 


Data Type Boolean: 
D1: On 


D6: Off 


Data Type Integer: 


D2: Integer 


Data Type Integer Long: 


D3: Integer Long 


Data Type Real: 
D4: Real 


Data Type Date: 


D5: Date 


Data Type Time: 


D10: Time 


Integer 


Be Integer Long ot Real 


D8 Dg 


Figure 4-13. Dynamic keys 


Perform: Set Boolean to one 
if VAL_TYPE= 1 

Pressed: green text 

Released: white text 


Perform: Set Boolean to zero 
if VAL_TYPE = 1 

Pressed: green text 

Released: white text 


Perform: Change Integer value 
if VAL_TYPE = 2 
Pressed: green text 


Perform: Change Integer Long value 
if VAL_TYPE =3 
Pressed: green text 


Perform: Change Real value 
if VAL_TYPE=4 
Pressed: green text 


Perform: Change Date 
if VAL_TYPE = 127 
Pressed: green text 


Perform: Change Time 
if VAL_TYPE = 126 
Pressed: green text 


Date 
a Time 
BO_VAL=1 
BO_VAL=0 
IW_VAL 
IL_VAL 
R_VAL 
IL_VAL 
IL_VAL 
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4.3.3 DATPDO1 


Presentation: 


1. Frame ——__ > 


2. Value 


123456] -—— 3.uni 


pe Definition point 


You can use this display element for datatypes Integer, IntegerLong and Real! 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White Dialog started against this ele- The object frame 
ment. 
Black 5 FrameColor 
2 Value VALUE The object value 
DAT(?) Green Illegal datatype, ValueColor 
Green VAL_TYPE in range 2...4 ValueColor 
3 Unit Green User defined unit, ValueColor 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

DialogButtonT ext Dialog Text presented on the dialogbut- 
ton. 

NumberOfDec 2. Value 2 Number of decimals of the pre- 
sented value if datatype is Real. 

Unit 3. Unit °, empty string 

ValueColor 2. Value and 3. Unit K5 (Green), any color 

Font 2. Value FA40, any font 

SelectAreaColor 1. SelectFrame K16 (Black), any color 

FrameColor 1. SelectFrame K16 (Black), any color mostly = SelectAreaColor 

FrameWidth 1. SelectFrame 2, (1..4) 

NumberOfChar 2. Value 7 Including . and - 
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4.3.4 DATPDO02 


Presentation: 


Presentation = true 


Display element will present the value as a string. 


Presentation = false 


1. Frame 


Display element will present the value as a rectangle. 


Oo n=——_ 2. String 


Note! Use this display element only for datatype Boolean! 


Definition point 


——~. 3. Indicator 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White Dialog started against this ele- The object frame 
ment. 
Black : FrameColor 
2 String Presentation = true The object value - String 
On Green VALUE = true TrueString, TrueColor 
Off Green VALUE = false FalseString, FalseColor 
3 Indicator Presentation = false The object value - Indication 
Filled Green VALUE = true TrueColor 
Unfilled Green VALUE = false FalseColor 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
Presentation 2. String and 3. Rectangle true=String, false=Indicator How to present a boolean value. 
TrueColor 2. String K5 (Green), any color 
TrueAreaColor 1. SelectArea K16 (Black), any color 
FalseColor 2. String K5 (Green), any color 
FalseAreaColor 1. SelectArea K16 (Black), any color 
TrueString 2. String On 
FalseString 2. String Off 
TruelndicatorColor 3. Indicator K5 (Green), any color 
FalselndicatorColor 3. Indicator K5 (Green), any color 
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Parameters Affects Options (bold is default) Remarks 
NumberOfChar 2. String 40, (1..40) 

Alignment 2. String 1=Left, 2=Center, 3=Right Text position in field 
Font 2. String FA40, any color 

FrameColor 1. SelectFrame K16 (Black), any color 

FrameWidth 1. SelectFrame 2, (1..4) 

Bitno 2. String 1, (1..32) 
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4.3.5 DATPDO3 


Presentation: 


Behavior: 


No Description 


1. Frame ——~— 


Presentation 


2. Value 


15:33:24) 


Definition point 


Condition 


Remarks 


1 SelectFrame White Dialog started against this ele- The object frame 
ment. 
Black : FrameColor 
2 Value VALUE The object value 
*** Green Internal overflow in calculations. | ValueColor 
DAT(?) Green legal datatype, ValueColor 
Green VAL_TYPE = 3 ValueColor 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
DialogButtonT ext Dialog Time The text that will be presented on 
the dialogbutton. 
ValueColor 2. Value K5 (Green), any color 


SelectAreaColor 
Font 
TimeFormat 


UnitsPerSecond 


FrameColor 


FrameWidth 


1. SelectArea 
. Value 


. Value 


pO) wy Pw 


. Value 


1. SelectFrame 


1. SelectFrame 


K16 (Black), any color 
FA40, any font 
%H:%M:%S 

10000 


K16 (Black), any color 
2, (1..4) 


%H :%M:%S or %H :%M 


One second represented by this 
value 


mostly = SelectAreaColor 
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4.3.6 DATPD04 


Presentation: 


1. Frame ——___ > 


2. Value 


ie 


Definition point 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White Dialog started against this ele- The object frame 
ment. 
Black : FrameColor 
2 Value VALUE The object value 
*** Green Internal overflow in calculations. | ValueColor 
DAT(?) Green legal datatype, ValueColor 
Green VAL_TYPE =3 ValueColor 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

DialogButtonT ext Dialog Date The text that will be presented on 
the dialogbutton. 

ValueColor 2. Value K5 (Green), any color 

SelectAreaColor 1. SelectArea K16 (Black), any color 

Font 2. Value FA40, any font 

DateFormat 2. Value %X TiimePresentation 

FrameColor 1. SelectFrame K16 (Black), any color mostly = SelectAreaColor 

FrameWidth 1. SelectFrame 2, (1..4) 
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4.3.7 DATWIO1 


Presentation: 


2. Header 


3. Value 1 23456 
ee 


—-— 1. Frame 


Definition point 4. Valid flag 

Behavior: 

No Description Presentation Condition Remarks 

1 Select Frame Object select frame 
Black : 

2 Header Green NAME The object name 

3 Value VALUE The object value 
DAT(?) Green Illegal datatype 
Green VAL_TYPE in range 1...4 

4 Valid flag 4} Green VALID = 1 Object validity 
[| Green VALID = 0 
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4.4 Process Dialog for Digital Input DI 


4.4.1 MIN Dialog (No authority key) 


4.4.1.1 Keyboard keys 


ba 


Dialog 


Exit 3. Object Display 


Man 


| | 
a Prev 
C y | Piao Object 


| 
| 


XR IN JN J L 


ace 
| | 


2. Object Trend 


Zz 
Object 1. Acknowledge 
a c | | | N ea] J : 
am 


Figure 4-14. Keyboard keys 


Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 
Key 2: Object Trend Select: Object Trend 

Key 3: Object Display Select: Object Display 

Key 4: On Perform: Set value to one VALUE= 1 


if BLOCKED = 1 


Key 5: Off Perform: Set value to zero VALUE = 0 
if BLOCKED = 1 


4.4.1.2 Dynamic keys, Keyboard 


D1 D2 D3 D4 D5 
mo 


D9 D10 


De im Off 7 Acknowledge 8 Object Display Object Trend 


Figure 4-15. Dynamic keys 


D1: On Perform: Set value to one VALUE= 1 
if BLOCKED = 1 
If BLOCKED = 0 then key is dimmed 


D6: Off Perform: Set value to zero VALUE =0 
if BLOCKED = 1 
If BLOCKED = 0 then key is dimmed 


D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 
D8: Object Display Select: Object Display 
D9: Object Trend Select: Object Trend 
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4.4.2 MAX Dialog (Authority key) 


4.4.2.1 Keyboard keys 


4. Previous Level 


Sl & 


| | rev 
ives ar. | Exit | 3. Object Display 
2. Object Trend 


| | = ail | 1. Acknowledge 


Man |/Auto 


Figure 4-16. Keyboard keys 


Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 
Key 2: Object Trend Select: Object Trend 
Key 3: Object Display Select: Object Display 
Key 4: Previous Level Select Dynamic keys: Top Level 
Key 5: On Perform: Set value to one VALUE = 1 
if BLOCKED = 1 
Key 6: Off Perform: Set value to zero VALUE = 0 


if BLOCKED = 1 
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Section 4.4.2 MAX Dialog (Authority key) 


4.4.2.2 Dynamic keys, Top Level 


D1 Block D2 Block D3 Block D4 DS 
Input Alarm Printout 
D6 Deblock D7 Deblock D8 Deblock Dg Alarm D10 
Input Alarm Printout Delay Keyboard... 
Figure 4-17. Dynamic keys 
D1: Block Input Pressed: yellow text BLOCKED = 1 
Released: white text 
D2: Block Alarm Pressed: yellow text AL_BLK = 1 
Released: white text 
D3: Block Printout Pressed: yellow text PR_BLK = 1 
Released: white text 
D6: Deblock Input Pressed: green text BLOCKED = 0 
Released: white text 
D7: Deblock Alarm Pressed: green text AL_BLK =0 
Released: white text 
D8: Deblock Printout Pressed: green text PR_BLK=0 
Released: white text 
D9: Alarm Delay Pressed: Dialog for changing AL_DELAY 
Alarm Delay 
D10: Keyboard... Select Dynamic keys: Keyboard 
4.4.2.3 Dynamic keys, Keyboard 
D1 | On D2 D3 D4 D5 
pe TC Off p? Acknowledge Object Display Object Trend pie 
Figure 4-18. Dynamic keys 
D1: On Perform: Set value to one VALUE = 1 
if BLOCKED = 1 
If BLOCKED = 0 then key is dimmed 
D6: Off Perform: Set value to zero VALUE = 0 
if BLOCKED = 1 
If BLOCKED = 0 then key is dimmed 
D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 


D8: Object Display 


D9: Object Trend 
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Select: Object Display 
Select: Object Trend 
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AdvaCommand User Interface 
Section 4.4.3 DIGRO1 


4.4.3 DIGRO1 


Presentation: 


2. Header D] 1 ; 1 (“Ensine 


Water level 
IN 3. Status Line 


4. Value 
MV 


Definition point we 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Black 7 
2 Header NAME and DESCR Object Name and 
Description 
Red flashing AL_UNACK = 1 Unacknowledged 
Yellow BLOCKED = 1 Input blocked 
Red DISTURB = 1 or Alarm 
ERR = 1 
Green - Normal 
3 Status Line Status Line 
3.1 | Input Blocked IN Yellow BLOCKED = 1 Input blocked 
3.2 | Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
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AdvaCommand User Interface 
Section 4.4.3 DIGRO1 


No Description Presentation Condition Remarks 
3.3 | Alarm Blocked B- Yellow AL_BLK = 1 Alarm blocked by opera- 
tor 
Bx Yellow AL_P_BLK= 1 Alarm blocked by PC- 
program 
3.4 | Alarm Indication F Red DISTURB = 1 Alarm 
3.5 | Error Indication Q Red ERR = 1 V/O Error 
4.1 |MV Text MV Grey Text in front of the value 
4.2 | Value 3D Display object 
mw Green VALUE = 1 Symbol released 
oO Black/Green bor- VALUE = 0 Symbol pressed in 
ders 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FCS50, any font 
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AdvaCommand User Interface 
Section 4.4.4 DIOBO1 


4.4.4 DIOBO1 


Presentation: 


Water level Section 4 Class 10 


STATUS 


Mm Updated ~——— 6 
@ Man Entry 7 

a | @ Alarm Period Block + 8 
@ Disturbance ~———_ 9 
1 @ Signal Error 
m@ Repeat Fail Block ~+ 11 


PARAMETERS 


: s _ _ e s Alarm Block 12 
re rs i ES Ee Ma ! @ Printout Block «——_-13 
H Implemented ~—+-14 
@ Normal Treat ~—+-15 
B Normal Position ~—-16 


Input Blocked MV me peat Fall Control so17 
M@ Tested +-19 
21 20 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object Name and 
Description 
Red flashing AL_UNACK = 1 Unacknowledged 
Yellow BLOCKED = 1 Input blocked 
Red DISTURB = 1 or Alarm 
ERR = 1 
Green - Normal 
3.1 |Section Text Section Grey Text in front of the value 
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Section 4.4.4 DIOBO1 


No Description Presentation Condition Remarks 
3.2 | Section Value Green PROC_SEC Process section 
41  |Class Text Class Grey Text in front of the value 
4.2 |Class Value Green CLASS Object class 
5.1 | Value Trim Curve Green VALUE 
5.2 | Range Indicators Filled Top indicator 
Unfilled Bottom indicator 
6 STATUS Status 
6.1. | Updated Indication mw Green UPDATED = 1 Updated 
6.2 | Updated text Updated Grey 
7.1 Manual entry Indication gw Green MAN_ENTR = 1 Manual entry flag 
7.2 |Manual entry text Man Entry Grey Man Entry text 
8.1 Alarm period block Indication gy Yellow AL_P_BLK=1 Alarm blocked by PC- 
program 
8.2 | Alarm period block text Alarm Period BIk Alarm Period Blk text 
Yellow AL_P_BLK = 1 
Grey - 
9.1 | Disturbance Indication gw Red flashing AL_UNACK = 1 Unacknowledged 
gm Red DISTURB = 1 Fault 
9.2 | Disturbance Text Disturbance Disturbance text 
Red AL_UNACK = 1 or DIS- 
TURB = 1 
Grey - 
10.1 | Signal error Indication gm Red ERR = 1 VO Error 
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Section 4.4.4 DIOBO1 


No Description Presentation Condition Remarks 
10.2 | Signal error Text Signal Error Sinal Error text 
Red ERR = 1 
Grey - 
11.1 | Repeat fail block Indication g Yellow RP_F_BLK=1 Repeat fail blocked 
11.2 | Repeat fail block text Repeat Fail Block Repeat fail blocked text 
Yellow RP_F_BLK = 1 
Grey - 
12 PARAMETERS Parameters 
12.1 | Alarm block Indication gw Yellow Alarm Block = 1 Alarm blocked by opera- 
tor 
12.2 | Alarm block Text Alarm Block Alarm blocked text 
Yellow Alarm Block = 1 
Grey - 
13.1 | Printout Indication g Yellow PR_BLK = 1 Printout blocked 
13.2 | Printout Text Printout Block Printout blocked text 
Yellow PR_BLK = 1 
Grey - 
14.1. | Implemented Indication gw Green ACT = 1 Implemented 
14.2 | Implemented text Implemented Grey Implemented text 
15.1. | Normal treat Indication gw Green NORM_TR = 1 Normal object treat 
15.2 | Normal treat text Normal Treat Grey Normal object treat text 
16.1. | Normal position Indication gw Green NORM_POS = 1 Normal position 
o Green NORM_POS = 0 
16.2 | Normal position text Normal Position Normal position text 
Grey 
17.1 | Repeat Fail Control Indica- gw Green RP_F_CTL=1 Repeat fail control 
tion 
17.2 | Repeat Fail Control text Repeat Fail Control Repeat fail control text 
Grey 
18.1 | Inverted Indication gw Green INV = 1 Inverted 
18.2 | Inverted text Inverted Grey Inverted text 
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AdvaCommand User Interface 
Section 4.4.4 DIOBO1 


No Description Presentation Condition Remarks 
19.1 | Tested Indication gw Green TESTED = 1 Tested 
19.2 | Tested text Tested Grey Tested text 
20.1 | MV Text MV Grey Text in front of the value 
20.2 | Value 3D Display object 
gw Green VALUE = 1 Symbol released 
oO Black/Green bor- VALUE = 0 Symbol pressed in 
ders 
21 ‘| Input Blocked Input Blocked Yellow BLOCKED = 1 Input blocked 
- BLOCKED = 0 Invisible 
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4.4.5 DIPDO1 


Presentation: 


AdvaCommand User Interface 


1. Frame ef 3. Indicator 


2. Symbol Center Color 


Section 4.4.5 DIPDO1 


Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Dotted Yellow AL_BLK = 1 Alarm blocked by opera- 
tor 
Black - 
2 Symbol Center Color VALUE 3D Display object 
Black ERR = 1 V/O Error 
Black Inverted = 1 and VALUE = Inverted or Off 
1) or OffColor 
VALUE = 0 
Flashing Red AL_UNACK = 1 Unacknowledged alarm 
Yellow BLOCKED = 1 Updated blocked 
Red DISTURB = 1 and Alarm 
DisturbanceUsed = 1 
Green VALUE = 1 NormalColor 
3 Indicator 
3.1 | Quality Q Flashing Red AL_UNACK = 1 and Unacknowledged alarm 
ERR = 1 
Q Yellow BLOCKED = 1 and Updated blocked 
ERR = 1 
Q Red ERR = 1 V/O Error 
3.2 | Label Label Grey 2 User defined character 
LabelColor 


The conditions are in priority order. Underlined parameters are configurable. 
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AdvaCommand User Interface 


Section 4.4.5 DIPDO1 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

Label 3.2 Label “any letter Indicates unit type 
ex: T for Temperature 

LabelColor 3.2 Label K16 (Black), any color 

LabelOffColor 3.2 Label B4 (Grey), any color 

LabelFont 3.2 Label Fc10, any font 

OffColor 2. Symbol K16 (Black), any color Center Color Off 

DarkNormalColor 2. Symbol M5 (Dark Green), any color 

LightNormalColor 2. Symbol L5 (Light Green), any color 

NormalColor 2. Symbol K5 (Green), any color Center Color On 

FrameWiadth 1. SelectFrame 2, (1..4) 

Inverted 2. Symbol false, true 

DisturbanceUsed 2. Symbol true, false 
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4.4.6 DIWI01 


Presentation: 


2. Header 


3. Status Line 


DI1.1 


Water level 


4. Value 


Definition point 


AdvaCommand User Interface 


Section 4.4.6 DIWI01 


Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black = 
2 Header NAME and DESCR Object Name and 
Description 
Red flashing AL_UNACK = 1 Unacknowledged 
Yellow BLOCKED = 1 Input blocked 
Red DISTURB = 1 or Alarm 
ERR = 1 
Green - Normal 
3 Status Line Status Line 
3.1 | Input Blocked IN Yellow BLOCKED = 1 Input blocked 
3.2 | Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.3 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by opera- 
tor 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC- 
program 
3.4 | Alarm Indication F Red DISTURB = 1 Alarm 
3.5 | Error Indication Q Red ERR = 1 I/O Error 
4.1 | MV Text MV Grey Text in front of the value 
4.2 | Value 3D Display object 
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Section 4.4.6 DIWI01 


No | Description Presentation 


| gw Green 


Oo Black/Green bor- 
ders 


Condition 
VALUE = 1 
VALUE = 0 


Remarks 
Symbol released 


Symbol pressed in 
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AdvaCommand User Interface 


Section 4.5 Display link 


4.5 Display link 


4.5.1 DISPO1 


Presentation: 


2. Window 
1. Symbol 

Note! This display element is only for Display link! 
Behavior: 
No Description Presentation Condition Remarks 
1 Symbol Grey 3D Static form 
2 Window 

Label Character(s) Label LabelColor & LabelFont 

Process Process window Process 

Group Group window Group 

Trend Trend window Trend 

ButtonLabel Button window ButtonLabel 


Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
Type 2. Window Label, Process, Group, Trend 

and ButtonLabel 
Label 2. Window *, empty string 
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Section 4.5.1 DISP0O1 


Options (bold is default) 


Remarks 


Parameters Affects 
LabelFont 2. Window 
LabelColor 2. Window 


FA40, any font 


K5 (Green), any color 
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4.6 Process Dialog for Digital Output DO 


4.6.1 MIN Dialog (No authority key) 


4.6.1.1 Keyboard keys 


7 =D 
| | alo 
Man auto E 1 E2 pe object oe 3. Object Display 
oe 2. Object Trend 
> + 
Object 1. Acknowledge 
© |v 
JI wD VY © iN J 


Key 1: Acknowledge 
Key 2: Object Trend 
Key 3: Object Display 
Key 4: On 


Key 5: Off 


5. Off 4. On 
Figure 4-19. Keyboard keys 
Perform: Acknowledge AL_UNACK = 0 


Select: Object Trend 
Select: Object Display 


4.6.1.2 Dynamic keys, Keyboard 


D1 | On D2 
D6 Oot D7 
D1: On 
D6: Off 


D7: Acknowledge 
D8: Object Display 


D9: Object Trend 
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Perform: Set value to one VALUE= 1 
if MAN = 1 
Perform: Set value to zero VALUE = 0 
if MAN = 1 
D3 D4 D5 
Acknowledge Be Object Display ve Object Trend Pn 


Figure 4-20. Dynamic keys 


Perform: Set value to one VALUE= 1 
if MAN = 1 
If MAN = 0 then key is dimmed 


Perform: Set value to zero VALUE = 0 
if MAN = 1 
If MAN = 0 then key is dimmed 


Perform: Acknowledge AL_UNACK = 0 
Select: Object Display 
Select: Object Trend 
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4.6.2 MAX Dialog (Authority key) 


4.6.2.1 Keyboard keys 
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Key 1: 
Key 2: 
Key 3: 
Key 4: 
Key 5: 
Key 6: 


Key 7: 


Key 8: 


4. Previous Level 


3. Object Display 


5. Man 
| 6. Auto 
| =| Dx 
) } ( a Prev ) Dialog 
Man|/Autol]] E1 E2 jon Object Exit 
a + 
Object 
JK N za] Lee 
& © 
ne: VI} |b IY 


Acknowledge 
Object Trend 
Object Display 


Previous Level 


2. Object Trend 


1. Acknowledge 


8. Off 7.On 


Figure 4-21. Keyboard keys 


Perform: 


Acknowledge 


Select: Object Trend 


Select: Object Display 


AL_UNACK = 0 


Select Dynamic keys: Top Level 


Perform: Set to manual mode 


Perform: Set to automatic mode 


Perform: Set value to one 


Perform: Set value to zero 


if MAN = 1 


if MAN = 1 


MAN = 1 
MAN =0 
VALUE = 1 


VALUE = 0 
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Section 4.6.2 MAX Dialog (Authority key) 


4.6.2.2 Dynamic keys, Top Level 


D1 Block D2 D3 D4 D5 
Output 
Dé "Cu D7 D8 D9 D10 Keyboard... 
Figure 4-22. Dynamic keys 
D1: Block Output Pressed: yellow text OUTP_BLK = 1 
Released: white text 
D6: Deblock Output Pressed: green text OUTP_BLK = 0 
Released: white text 
D10: Keyboard... Select Dynamic keys: Keyboard 
4.6.2.3 Dynamic keys, Keyboard 
D1 HZ On D2 Man D3 Auto D4 D5 
re TC Off RF Acknowledge oe Object Display pe Object Trend mie 
Figure 4-23. Dynamic keys 
D1: On Perform: Set value to one VALUE = 1 
if MAN = 1 
If MAN = 0 then key is dimmed 
D2: Man Perform: Set to manual mode MAN = 1 
D3: Auto Perform: Set to automatic mode MAN =0 
D6: Off Perform: Set value to zero VALUE = 0 
if MAN = 1 
If MAN = 0 then key is dimmed 
D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 
D8: Object Display Select: Object Display 
D9: Object Trend Select: Object Trend 
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Section 4.6.2 MAX Dialog (Authority key) 
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AdvaCommand User Interface 
Section 4.6.3 DOGRO1 


4.6.3 DOGRO1 


Presentation: 


2. Header DO1 ; 1 


Digital Out 
M OUT 


=— 1.Frame 


3. Status Line 


4. Value 


eer 


Definition point 


Behavior: 

No Description Presentation Condition Remarks 

1 Select Frame White SELECTED = 1 Object select frame 
Black ; 

2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK =1 Unacknowledged 
Yellow OUTP_BLK = 1 Output blocked 
Red ERR = 1 Alarm 
Cyan MAN = 1 Manual mode 
Magenta = Normal 

3 Status Line Status Line 

3.1. |Mode M cyan MAN = 1 Manual mode 
A Magenta : Auto mode 

3.2 | Output Blocked OUT Yellow OUTP_BLK = 1 Output block 

3.3 Error Indication Q Red ERR = 1 Signal error 


3BSE 001 962R0201 


4-69 
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Section 4.6.3 DOGRO1 


No Description Presentation Condition Remarks 
41 | OUT Text OUT Grey Text in front of the value 
4.2 Value 3D Display object 
| VALUE = 1 Symbol released 
oO VALUE = 0 Symbol pressed in 
Color Cyan MAN = 1 
Magenta 


Configuration: 


Parameters Affects Options (bold is default) Remarks 


NameFont 2. Header Name FC50, any font 
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Section 4.6.4 DOOBO1 


4.6.4 DOOBO1 


Presentation: 


Digital Out 


Section 2 Class 10 


t-6 t-5 t-4 1-3 


14 4~——- | Man 


Output Blocked 


STATUS 


Hf Signal Error ~———_+__ 6 


PARAMETERS 


HiImplemented ~——- 
lm Tested 
Bg Inverted ~————-- 
@ Start Value ~———__+-1 


—=——____- 


o OON 


12 11 
Behavior: 
No_ |Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Black 7 
2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK =1 Unacknowledged 
Yellow OUTP_BLK = 1 Output blocked 
Red ERR = 1 Alarm 
Cyan MAN = 1 Manual mode 
Magenta - Normal 
3.1 Section Text Section Grey Text in front of the value 
3.2 Section Value Green PROC_SEC Process section 
4.1 Class Text Class Grey Text in front of the value 
4.2 Class Value Green CLASS Object class 
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Section 4.6.4 DOOBO1 


No_ |Description Presentation Condition Remarks 
5.1 Value Trim Curve VALUE Value 
Cyan MAN = 1 
Magenta - 
5.2 Range Indicators Filled Top indicator 
Unfilled Bottom indicator 
6 STATUS Status 
6.1 Signal error Indication m Red ERR = 1 /O Error 
6.2 Signal error Text Sig nal Error Signal Error text 
Red ERR = 1 
Grey - 
7 PARAMETERS Parameters 
7.1 Implemented Indication W Green ACT =1 Implemented 
7.2. | Implemented Text Implemented Grey Implemented text 
8.1 Tested Indication i Green TESTED = 1 Tested 
8.2 | Tested Text Tested Grey Tested text 
9.1 Inverted Indication wm Green INV = 1 Inverted 
9.2 _| Inverted Text Inverted Grey Inverted text 
10.1 | StartValue Indication Last Val Green RESTART = 1 Start value 


mm Green STVAL = 1 and RESTART = 0 
O Green STVAL = 0 and RESTART = 0 
10.2 | StartValue Text Start Value Grey Start Value text 
11.1 | OUT Text OUT Grey Text in front of the value 
11.2 | Value 3D Display object 
| VALUE = 1 Symbol released 
oO VALUE = 0 Symbol pressed in 
Color Cyan MAN = 1 
Magenta - 
12 | Output Blocked Output Blocked Yellow OUTP_BLK = 1 Output blocked 
- OUTP_BLK = 0 Invisible 
13.1 | Auto Indication m@ Magenta MAN = 0 Auto mode 
13.2 | Auto Text Auto Auto text 
Magenta MAN = 0 Auto mode 
Grey MAN = 1 Manual mode 
14.1 | Man Indication m Cyan MAN = 1 Manual mode 
14.2 | Man Text Man Manual text 
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No | Description 


Presentation 
Cyan 
Grey 


Condition 
MAN = 1 
MAN = 0 


AdvaCommand User Interface 
Section 4.6.4 DOOBO1 


Remarks 
Manual mode 


Auto mode 
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AdvaCommand User Interface 
Section 4.6.4 DOOBO1 
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Section 4.6.5 DOPDO1 


4.6.5 DOPDO1 


Presentation: 


1. Frame ————>— 


2. Symbol 
3. Label 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Black : 
2 Symbol Center Color VALUE 3D Display object 
Black Inverted = 1 and VALUE =1) or = Inverted or Off 
VALUE = 0 OffColor 
Flashing Red AL_UNACK = 1 Unacknowledged alarm 
Yellow OUTP_BLK = 1 Updated blocked 
Red ERR = 1 Alarm 
Cyan MAN = 1 MediumManColor 
Magenta VALUE = 1 MediumAutoColor 
3 Label User defined character 
Label Grey - LabelColor 


The conditions are in priority order. Underlined parameters are configurable. 
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AdvaCommand User Interface 
Section 4.6.5 DOPDO1 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

Label 3. Label none, any character any letter ex: O for Open 
LabelColor 3. Label K16 (Black), any color 

LabelOffColor 3. Label B4 (Grey), any color 

LabelFont 3. Label FC10, any font 

OffColor 2. Symbol K16 (Black), any color Center Color Off 
DarkAutoColor 2. Symbol M11 (Magenta), any color 

MediumAutoColor 2. Symbol K11 (Magenta), any color Center Auto Color On 
LightAutoColor 2. Symbol L11 (Magenta), any color 

DarkManColor 2. Symbol M9 (Cyan), any color 

MediumManColor 2. Symbol K9 (Cyan), any color Center Man Color On 
LightManColor 2. Symbol L9 (Cyan), any color 

FrameWidth 1. SelectFrame 2, (1..4) 

Inverted 2. Symbol false, true 
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Section 4.6.6 DOPD0O2 


4.6.6 DOPD0O2 


Presentation: 


1. Frame 2. Symbol 
3. Label 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Black : 
2 Symbol Center Color VALUE 3D Display object 
Black VALUE =0 Off 
OffColor 
Flashing Red AL_UNACK = 1 Unacknowledged alarm 
Yellow OUTP_BLK = 1 Updated blocked 
Red ERR = 1 Alarm 
Cyan MAN = 1 MediumManColor 
Magenta VALUE = 1 MediumAutoColor 
3 Label User defined character 
Label Grey - LabelColor 


The conditions are in priority order. Underlined parameters are configurable. 
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AdvaCommand User Interface 
Section 4.6.6 DOPD0O2 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

Label 3. Label none, any character any letter ex: O for Open 
LabelColor 3. Label K16 (Black), any color 

LabelOffColor 3. Label B4 (Grey), any color 

LabelFont 3. Label FC10, any font 

OffColor 2. Symbol K16 (Black), any color Center Color Off 
DarkAutoColor 2. Symbol M11 (Magenta), any color 

MediumAutoColor 2. Symbol K11 (Magenta), any color Center Auto Color On 
LightAutoColor 2. Symbol L11 (Magenta), any color 

DarkManColor 2. Symbol M9 (Cyan), any color 

MediumManColor 2. Symbol K9 (Cyan), any color Center Man Color On 
LightManColor 2. Symbol L9 (Cyan), any color 

FrameWidth 1. SelectFrame 2, (1..4) 
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Section 4.6.7 DOWI01 


4.6.7 DOWIO1 


Presentation: 


2. Header DO1.1 
Digital Out 


=— 1. Frame 


3. Status Line M OUT 


4. Value 


se 


Definition point 


Behavior: 

No Description Presentation Condition Remarks 

1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black - 

2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK =1 Unacknowledged 
Yellow OUTP_BLK = 1 Output blocked 
Red ERR = 1 Alarm 
Cyan MAN = 1 Manual mode 
Magenta = Normal 

3 Status Line Status Line 

3.1. |Mode M cyan MAN = 1 Manual mode 
A Magenta : Auto mode 

3.2 | Output Blocked OUT Yellow OUTP_BLK = 1 Output block 

3.3 Error Indication Q Red ERR = 1 Signal error 

4 Value 3D Display object 

| VALUE = 1 Symbol released 
oO VALUE = 0 Symbol pressed in 
Color Cyan MAN = 1 

Magenta - 
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Section 4.6.7 DOWIO1 
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Section 4.7 Process Dialog for Group Alarm 


4.7 Process Dialog for Group Alarm 


4.7.1 MIN Dialog (No authority key) 


4.7.1.1 Keyboard keys 


be 


Man 


| | 
C wy | aa 


| 
| 


XR IN JN J L 


ear: 


Prev 
Object 


Dialog 
Exit 


2. Object Display 


Key 1: Acknowledge 


Key 2: Object Display 


4.7.1.2 Dynamic keys, Top 


D5: Configuration 


D7: Acknowledge 


D8: Object Display 
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| Object 


See 1. Acknowledge 


Figure 4-24. Keyboard keys 


Perform: Acknowledge 


Select: Object Display 


Level 


D3 D4 


Acknowledge pe Object Display pe 


Figure 4-25. Dynamic keys 


Perform: Bring up the Group Alarm 
Configuration Window 


Perform: Acknowledge 


Select: Object Display 


AL_UNACK = 0 


Configuration 


AL_UNACK = 0 
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4.7.2 MAX Dialog (Authority key) 


4.7.2.1 Keyboard keys 


3. Previous Level 


=| |X) 
Dialo Prev 
i 9 ||] Obiect 


Dialog 


Man |/Auto Exit | 2. Object Display 


J [| Ca] + sotnowiocge 
ols) (IT 


Figure 4-26. Keyboard keys 


Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 
Key 2: Object Display Select: Object Display 
Key 3: Previous Level Select Dynamic keys: Top Level 


4.7.2.2 Dynamic keys, Top Level 


D1 D2 D3 D4 D5 / F 
Block... Configuration 


pe me Acknowledge PS Object Display p8 ine 


Figure 4-27. Dynamic keys 


D4: Block... Select Dynamic keys: Block 
D5: Configuration Perform: Bring up the Group Alarm 
Configuration Window 
D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 
D8: Object Display Select: Object Display 


4-82 3BSE 001 962R0201 


AdvaCommand User Interface 
Section 4.7.2 MAX Dialog (Authority key) 


4.7.2.3 Dynamic keys, Block 


D1 Block D2 Block D3 D4 Block D5 Block 


Alarm Printout Object Alarm Object Printout 
Dé Deblock D7 Deblock D8 Dg Deblock D10 Deblock 
Alarm Printout Object Alarm Object Printout 


Figure 4-28. Dynamic keys 


D1: Block Alarm Pressed: yellow text AL_BLK = 1 
Released: white text 

D2: Block Printout Pressed: yellow text PR_BLK = 1 
Released: white text 

D4: Block Object Alarm Pressed: green text M_AL_BLK=1 
Released: white text 

D5: Block Object Printout Pressed: green text M_PR_ BLK =1 
Released: white text 

D6: Deblock Alarm Pressed: yellow text AL_BLK = 0 
Released: white text 

D7: Deblock Printout Pressed: yellow text PR_BLK = 0 
Released: white text 

D9: Deblock Object Alarm Pressed: green text M_AL_BLK =0 
Released: white text 

D10: Deblock Object Printout Pressed: green text M_PR_ BLK =0 


Released: white text 
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4.7.3 GAGRO1 


Presentation: 


2. Header 


GRPALARM1 


Fire Alarm Group 


4. No of Alarms 


5. Reason 


P 


No of Alarms: 
Reason: 


MEMBER STATUS 


6. Prevent Event 


7. Block Control 


BEE, 


Definition point 


Prevent Event: Op 


Block Control 


—— 1. Frame 


3. Status Line 


Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK = 1 Unacknowledged 
Red DISTURB = 1 Alarm 
Green i Normal 
3 Status Line Status Line 
3.1 Printout Blocked P Yellow PR_BLK = 1 Print block 
3.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
3.3 Alarm Indication F Red DISTURB =1 Alarm 
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No Description Presentation Condition Remarks 
41 No of Alarms Text No of Alarms: Grey Dist Counter 
4.2 No of Alarms Value Red DST_CNT > 0 

Green DST_CNT =0 
5.1 Reason Text Reason: Grey 
5.2 | Reason Value Alarm Green REASON = Alarm 

Unack Green REASON = Unack 
6 MEMBER STATUS Grey Status 
6.1 Prevent Event Indication gw Yellow PREV_OP = 1 or 

PREV_PGM = 1 or 
PREV_EXT = 1 

6.2 Prevent Event Text Prevent Event: Grey 
6.3 Prevented Event Handling Op Green PREV_OP = 1 

Pgm Green PREV_PGM = 1 

Ext Green PREV_EXT = 1 
7A Block Control Indication Mm Green 
7.2 | Block Control Text Block Control Grey BLK_CTL = 1 Block Control 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FC50, any font 
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4.7.4 GAOBO1 


Presentation: 


GRPALARM Fire Alarm Group Section2 Class5 | GROUP STATUS 
Disturbance ~——+ 6 
Alarm Block ~——+ 7 
Print Block -—+ 8 
4 DIC4 AcB | 33 62 Alarm Period Block + 9 
5 34 63 Repeat Fail Block ~;- 10 
6 35 64 Second Fail Block —+ 11 
7 36 65 No of Alarms: o +12 
: ae & GROUP PARAMETERS 
9 38 67 
10 39 68 Implemented ~——~- 13 
11 40 69 Group Member —~—+ 14 
12 a1 7 Reason: Alarm —+ 15 
7 pe 72 Repeat Fail Control += 16 
15 44 73 Second Fail Control |- 17 
16 45 74 GROUP MEMBER STATUS 
17 46 e Prevent Event: Op —— 18 
a - 77 Alarm Period Block + 19 
20 49 78 Alarm Block ~——;- 20 
21 50 79 Print Block | 21 
22 51 80 First Up | 22 
23 52 GROUP MEMBER PARAM. 
ACKNOWLEDGMENT CONTROL 
oa is Deblk Delay: 0 23 
25 54 ++ [] Group Auto Acknowledge eC elay: — 
26 55 [tT Member Auto Acknowledge elie} Ue Contre! Teen 
27 56 g Block Control ~——;- 25 
28 57 [+ Alarm Indicator DIC1_1 
29 58 | Unack Indicator DIC1_2 Page 1(3) + 26 
27-30 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK = 1 Unacknowledged 
Red DISTURB = 1 Alarm 
Green - Normal 
3.1 Section Text Section Grey Text in front of the value 
3.2 Section Value Green PROC_SEC Process section 
4.1 Class Text Class Grey Text in front of the value 
4.2 Class Value Green CLASS Object class 
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No Description Presentation Condition Remarks 
5.1 Member Name GRPMEMB: OBJECT 
Yellow GRPMEMB: BLOCKED = 1 
Red GRPMEMB: DISTURB = 1 
Green ; 
Grey - Member object not resolved. 
Black : Database error: 
GROUP_MEMB instance not 
found 
5.2 _| Action Status Al Grey GRPMEMB: ACTION = 0 
Ac Grey GRPMEMB: ACTION = 1 
Bc Grey GRPMEMB: ACTION = 2 
No Grey GRPMEMB: ACTION = 3 
- GRPMEMB: ACTION < 0 and Invisible 
GRPMEMB: ACTION > 4 
5.3 Member Status * Yellow GRPMEMB: F_UPx = 1 
B Yellow GRPMEMB: BLOCKED = 1 
F Red GRPMEMB: DISTURB = 1 
- : Invisible 
6 GROUP STATUS Group Status 
6.1 Disturbance Indication Red flashing AL_UNACK = 1 Unacknowledged 
m Red DISTURB = 1 Alarm 
6.2 | Disturbance Text Disturbance Text behind the indication 
Red AL_UNACK = 1 or DISTURB = 1 
Grey - 
7A Alarm Block Indication m Yellow AL_BLK = 1 Alarm blocked by operator 
7.2 | Alarm Block Text Alarm Block Text behind the indication 
Yellow AL_BLK = 1 
Grey - 
8.1 Printout Block Indication m Yellow PR_BLK = 1 Print block 
8.2 | Print Block Text Print Block Text behind the indication 
Yellow PR_BLK = 1 
Grey - 
9.1 Alarm Period Block Indication m Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
9.2 | Alarm Period Block Text Alarm Period Block Text behind the indication 
Yellow AL_P_BLK = 1 
Grey - 
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No Description Presentation Condition Remarks 
10.1 Repeat Fail Block Indication Yellow flashing RP_F_BLK = 1 Repeat Fail Block 
10.2 | Repeat Fail Block Text Repeat Fail Block Text behind the indication 
Yellow RP_F_BLK = 1 
Grey - 
11.1 Second Fail Block Indication @ Yellow SC_F_BLK = 1 Second Fail Block 
11.2 | Second Fail Block Text Second Fail Block Text behind the indication 
Yellow SC_F_BLK = 1 
Grey - 
12.1 | No of Alarms Text No of Alarms: Grey Dist Counter 
12.2 | No of Alarms Value Red DST_CNT >0 
Green DST_CNT =0 
13 GROUP PARMETERS Group Parameters 
13.1 | Implemented Indication @ Green ACT =1 Implemented 
13.2 | Implemented Text Implemented Grey Implemented text 
14.1 Group Member Indication m Green GRP_MEMB = 1 Group Member 
14.2 | Group Member Group Member Grey Group Member text 
15.1. | Reason Text Reason: Grey 
15.2 | Reason Value Alarm Green REASON = Alarm 
Unack Green REASON = Unack 
16.1 Repeat Fail Control Indication @ Green RP_F_CTL=1 Repeat Fail Control 
16.2 | Repeat Fail Control Text Repeat Fail Control Text behind the indication 
Grey - 
17.1. | Second Fail Control Indication HM Green SC_F_CTL=1 Second Fail Control 
17.2 | Second Fail Control Text Second Fail Control Text behind the indication 
Grey - 
18 GROUP MEMBER STATUS Group Member Status 
18.1 Prevent Event Indication m Yellow PREV_OP = 1 or 
PREV_PGM =1 or 
PREV_EXT = 1 
18.2 | Prevent Event Text Prevent Event: Grey 
18.3 | Prevent Event Status Value Op Yellow PREV_OP = 1 
Pgm Yellow PREV_PGM = 1 
Ext Yellow PREV_EXT =1 
19.1 Alarm Period Block Indication gw Yellow M_AL P_B=1 
19.2 | Alarm Period Block Text Alarm Period Block Text behind the indication 
Yellow M_AL_P_B=1 
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No Description Presentation Condition Remarks 
Grey - 
20.1 ‘| Alarm Block Indication @ Yellow M_AL_BLK = 1 
20.2 | Alarm Block Text Alarm Block Text behind the indication 
Yellow M_AL_BLK = 1 
Grey - 
21.1 Printout Block Indication m Yellow M_PR_BLK = 1 
21.2 | Print Block Text Print Block Text behind the indication 
Yellow M_PR_BLK = 1 
Grey - 
22.1 First Up Indication m Yellow F_UP_BLK = 1 
22.2 | First Up Text First Up Text behind the indication 
Yellow F_UP_BLK = 1 
Grey - 
23 GROUP MEMBER Group Member Parameters 
PARAMETERS 
23.1 | Deblk Delay Text Deblk Delay: Grey 
23.2 | Deblk Delay Value Green DBLK_D_T Value 
24.1 First Up Control Indication mM Green F_UP_CTL=1 
24.2 | First Up Control Text First Up Control Text behind the indication 
Grey - 
25.1 Block Control Indication Mm Green BLK_CTL = 1 
25.2 | Block Control Text Block Control Text behind the indication 
Grey - 
26 Page Numbering Page Grey The Display consists of three 
pages. 
1(3) Grey 1(3), 2(3) or 3(3) 
27 ACKNOWLEDGMENT Acknowledgment Control 
CONTROL 
27.1 Group Auto Acknowledge Ind. M@ Green G_A_ACK=1 Group Auto Acknowledge 
27.2 | Group Auto Acknowledge Text Group Auto Group Auto Acknowledge text 
Acknowledge Grey 
28.1 Member Auto Acknowledge Ind. ™ Green M_A_ACK = 1 Member Auto Acknowledge 
28.2 | Member Auto Acknowledge Member Auto Member Auto Acknowledge 
Text Acknowledge Grey text 
29.1 | Alarm Indicator Text Alarm Indicator Grey Alarm Indicator text 
29.2 | Alarm Indicator Name Green DST_NAME Alarm name 
30.1 | Unack Indicator Text Unack Indicator Grey Unack Indicator text 
30.2 | Unack Indicator Name Green UA_NAME Unack name 
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4.7.5 GAPDO1 


Presentation: 


1. Frame se 3. Indicator 


2. Symbol Center Color 


Behavior: 

No Description Presentation Condition Remarks 

1 Select Frame White SELECTED = 1 Object select frame 
Dotted Yellow AL_BLK = 1 Alarm blocked by opera- 

tor 

Dotted Yellow SC_F_BLK=1 Second fail blocked 
Black - 

2 Symbol Center Color 3D Display object 
Red Flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green - NormalColor 

3 No of Alarms No of Alarms 
Black VisNoOfAlarms = true and LabelColor and Label- 

DST_CNT > 0 Eont 
- VisNoOfAlarms = false Invisible 
The conditions are in priority order. Underlined parameters are configurable. 

Configuration: 

Parameters Affects Options (bold is default) Remarks 

NormalColor 2. Symbol K5 (Green), any color Center Color On 

LightNormalColor 2. Symbol L5 (Light Green), any color 

DarkNormalColor 2. Symbol M5 (Dark Green), any color 

VisNoOfAlarms 3. No of Alarms true, false 

LabelFont 3. No of Alarms FC10, any font 
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Parameters Affects 


Options (bold is default) 


Remarks 


LabelColor 3. No of Alarms 


FrameWidth 1. SelectFrame 


K16 (Black), any color 


2, (1.4) 
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4.7.6 GAWIO1 


Presentation: 


2. Header GRPALARM1 1. Frame 


Fire Alarm Group 


3. Status Line 


4. No of Alarms No of Alarms: 


5. Reason Reason: 


Definition point at 


Behavior: 
No Description Presentation Condition Remarks 

1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black : 

2 Header NAME and DESCR Object Name and Description 
Red flashing AL_UNACK = 1 Unacknowledged 
Red DISTURB = 1 Alarm 
Green S Normal 

3 Status Line Status Line 

3.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 

3.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 

3.3 Alarm Indication F Red DISTURB = 1 Alarm 

41 No of Alarms Text No of Alarms: Grey Dist Counter 

4.2 No of Alarms Value Red DST_CNT >0 
Green DST_CNT =0 

5.1 Reason Reason: Grey 

5.2 | Reason value Alarm Green REASON = Alarm 
Unack Green REASON = Unack 
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4.8 Process Dialog for Binary Object GENBIN 


4.8.1 MIN Dialog (No authority key) 


4.8.1.1 Keyboard keys 


Key 1: 
Key 2: 
Key 3: 
Key 4: 
Key 5: 
Key 6: 
Key 7: 


Key 8: 
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4. 


Previous Level 


bal 


Pre 
Ob ject 


Dialog 
Exit 


3. Object Display 


2. Object Trend 


| | 1. Acknowledge 


Ry 


Acknowledge 
Object Trend 
Object Display 


Previous Level 


Io) © 


8. Off 7.On 


Figure 4-29. Keyboard keys 


Perform: Acknowledge 

Select: Object Trend 

Select: Object Display 

Select Dynamic keys: Top Level 
Perform: Set to manual mode 
Perform: Set to automatic mode 
Perform: Set to open order 


Perform: Set to close order 


AL_UNACK = 0 


MORD_04= 1 / ORDMAN = 1 

MORD_05 = 1 / ORDAUTO = 1 
MORD_08 = | / ORDONOP = 1 
MORD_09 = 1 / ORDOFCL = 1 


4-95 


AdvaCommand User Interface 
Section 4.8.1 MIN Dialog (No authority key) 


4.8.1.2 Dynamic keys, Top Level 


Central Local 


D6 D7 


D1: Central 
D2: Local 
D3: Remote 
D4: Standby 
D5: Blocked 


D10:Keyboard... 


4.8.1.3 Dynamic keys, Keyboard 


D3 D4 


Remote Standby 


D8 Dg 


Figure 4-30. Dynamic keys 


Perform: Set to Central control mode 
Perform: Set to Local control mode 
Perform: Set to Remote control mode 
Perform: Set to Standby 

Perform: Set to Blocked control mode 


Select Dynamic keys: Keyboard 


°! Poon Be Man ee Auto a 

|: Ott °” Acknowledge Object Display Object Trend 
Figure 4-31. Dynamic keys 

D1: On Perform: Set to open order 

D2: Man Perform: Set to manual mode 

D3: Auto Perform: Set to automatic mode 

D6: Off Perform: Set to close order 

D7: Acknowledge Perform: Acknowledge 

D8: Object Display Select: Object Display 

D9: Object Trend Select: Object Trend 
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pe Blocked 


pa Keyboard... 


MORD_01 = 1 / ORDCEN = 1 
MORD_02= 1 / ORDLOC = 1 
MORD_03 = 1 / ORDREM = 1 
MORD_07 = 1 / ORDSTBY = 1 
MORD_06 = 1 / ORDBLK = 1 


DS 


MORD_08 = | / ORDONOP = 1 
MORD_04 = 1 / ORDMAN = 1 

MORD_05 = 1 / ORDAUTO = 1 
MORD_09 = 1 / ORDOFCL = 1 
AL_UNACK = 0 
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4.8.2 MAX Dialog (Authority key) 


4.8.2.1 Keyboard keys 


5. Next Block 


6. igs ae dy 4. Previous Level 
| on] éz. | 


Dialog 
Exit 


3. Object Display 


Y 
auto 


2. Object Trend 


& Ln) | | 1. Acknowledge 


Figure 4-32. Keyboard keys 


Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 
Key 2: Object Trend Select: Object Trend 
Key 3: Object Display Select: Object Display 
Key 4: Previous Level Select Dynamic keys: Top Level 
Key 5: Next Block Page between the dynamic key sets: 
Block, Limits and Keyboard 
Key 6: Man Perform: Set to manual mode MORD_04= 1/ORDMAN = 1 
Key 7: Auto Perform: Set to automatic mode MORD_05= 1/ORDAUTO= 1 
Key 8: On Perform: Set to open order MORD_08 = 1 /ORDONOP = 1 


Key 9: Off Perform: Set to close order MORD_09 = 1 /ORDOFCL = 1 
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4.8.2.2 Dynamic keys, Top Level 


D6 


D 


re 


D2: 
D3: 
D4: 
D5: 
D8: 


D9: 


Central 


: Central 


Local 
Remote 
Standby 
Blocked 
Block... 


Limits... 


D10:Keyboard... 


D2 


D7 


Local 


4.8.2.3 Dynamic keys, Keyboard 


PE | On 
°° T] oft 


D1: 
D2: 
D3: 
D6: 


D7: 


D8: 


D9: 
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On 

Man 

Auto 

Off 
Acknowledge 
Object Display 


Object Trend 


D2 


D7 


Man 


- Remote mt Standby 


oe Block... ad Limits... 


Figure 4-33. Dynamic keys 


Perform: Set to Central control mode 
Perform: Set to Local control mode 
Perform: Set to Remote control mode 
Perform: Set to Standby 

Perform: Set to Blocked control mode 
Select Dynamic keys: Block 

Select Dynamic keys: Limits 


Select Dynamic keys: Keyboard 


Auto 


Acknowledge ae Object Display a Object Trend 


Figure 4-34. Dynamic keys 


Perform: Set to open order 
Perform: Set to manual mode 
Perform: Set to automatic mode 
Perform: Set to close order 
Perform: Acknowledge 

Select: Object Display 

Select: Object Trend 


pe Blocked 


ae Keyboard... 


MORD_01 = 1 / ORDCEN = 1 
MORD_02= 1 / ORDLOC = 1 
MORD_03 = 1 / ORDREM = 1 
MORD_07 = 1 / ORDSTBY = 1 
MORD_06 = 1 / ORDBLK = 1 


DS 


MORD_08 = | / ORDONOP = 1 
MORD_04 = 1 / ORDMAN = 1 

MORD_05 = 1 / ORDAUTO = 1 
MORD_09 = 1 / ORDOFCL = 1 
AL_UNACK = 0 
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4.8.2.4 Dynamic keys, Block 


D1 


D6 


D1 


D2 


D3 


D6 


D7 


D8 


Block 
Alarm 


Deblock 
Alarm 


: Block Alarm 


: Block Printout 


: Block Event 


: Deblock Alarm 


: Deblock Printout 


: Deblock Event 


D2 Block 
Printout 

D7 Deblock 
Printout 


4.8.2.5 Dynamic keys, Limits 


D1 


D2 


D6 


D7 


H1 70 
L1 45 
:H1 
:H2 
oa | 
:L2 
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D3 Block D4 
Event 

D8 Deblock Dg 
Event 


Figure 4-35. Dynamic keys 
Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


D3 D4 


D8 Dg 


Figure 4-36. Dynamic keys 
Pressed: Dialog for changing 
High Limit 1, value green 


Pressed: Dialog for changing 
High Limit 2, value green 


Pressed: Dialog for changing 
Low Limit 1, value green 


Pressed: Dialog for changing 
Low Limit 2, value green 


AdvaCommand User Interface 


DS 


D10 
AL_BLK = 1 
PR_BLK = 1 
EV_BLK = 1 
AL_BLK =0 
PR_BLK = 0 
EV_BLK =0 

D5 

D10 
MVHI1 
MVH2 
MVLI1 
MVL2 


Section 4.8.2 MAX Dialog (Authority key) 
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4.8.3 GBIGRO1 


Presentation: 


2. Header GENBIN1 —— 1. Frame 


HOTWATERLEVEL 

A R xX PBxFQ 3. Status Line 
4. Range Max 100.0 
7. High Limit 2 
8. High Limit 1 


6. Measured Value 


9. Low Limit 1 


10. Low Limit 2 


5. Range Min 


11. MV Value 


12. Status Indicator 


wie 


Definition point 


Behavior: 
No __ | Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black 7 
2 Header NAME and DESCR Object name and description 
Red flashing AU_ST_00 = 1 or Unacknowledged signal error 
AU_ST_01 =1 or UnAck alarm feedback error 
AU_ST_04=10r UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06 = 1 or UnAck alarm low limit 1 
AU_ST_07=1 UnAck alarm low limit 2 
Red ALSIGNE = 1 or Signal error 
ALFBE = 1 or Alarm feedback error 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Green : Normal 
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No Description Presentation Condition Remarks 
3 Status Line Status Line 
3.1 Mode M Green MAN = 1 Manual mode ManModeColor 
A Green AUTO = 1 Auto mode 
B Green BLK = 1 Blocked mode 
S Green STBY = 1 Standby mode 
3.2 Operator Position C Green CEN = 1 Central control 
L Green LOC = 1 Local control 
R Green REM = 1 Remote control 
3.3 Interlock Indication X Yellow INTMODE = 1 or Interlock mode 
NTPROC = 1 or Interlock process 
INTSWGR = 1 or Interlock switchgear 
INTEMTP = 1 Interlock emergency trip 
3.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
Be Yellow EV_BLK = 1 Event blocked 
3.6 Alarm Indication F Red ALFBE = 1 or Alarm feedback error 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
3.7 Signal Error Indication Q Red ALSIGNE = 1 Signal error 
4 Range Max MAX Range Max of the MV value 
Green > 
5 Range Min MIN Range Min of the MV value 
Green 
6 Measured Value Bargraph MV Object measured value 
Green < 
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No Description Presentation Condition Remarks 
7 High Limit 2 MVH2 Alarm High limit 2 
- MVH2 >= MAX Invisible 


—{ 


Filled Yellow 
Unfilled Yellow 
Filled Red flashing 


ALLIMH2 = 1 and AL_BLK = 1 
AL_BLK = 1 
ALLIMH2 = 1 and AU_ST_04 = 1 


Unfilled Red flashing AU_ST_04 = 1 
Filled Red ALLIMH2 = 1 
Unfilled Grey : 
8 High Limit 1 MVH1 Warning High limit 1 
b— : MVH1 >= MAX Invisible 
Filled Yellow ALLIMH1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 


Filled Red flashing 


ALLIMH1 = 1 and AU_ST_05 = 1 


Unfilled Red flashing AU_ST_05=1 
Filled Red ALLIMH1 = 1 
Unfilled Grey - 
9 Low Limit 1 MVL1 Warning Low limit 1 
>— - MVL1 <= MIN Invisible 
Filled Yellow ALLIML1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 


Filled Red flashing 


ALLIML1 = 1 and AU_ST_06 = 1 


Unfilled Red flashing AU_ST_06=1 
Filled Red ALLIML1 = 1 
Unfilled Grey - 
10 Low Limit 2 MVL2 Alarm Low limit 2 
—~_( - MVL2 <= MIN Invisible 
Filled Yellow ALLIML2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 

Unfilled Grey 


ALLIML2 = 1 and AU_ST_07 =1 
AU_ST_07 =1 
ALLIML2 = 1 
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No Description Presentation Condition Remarks 
11 Measured Value The MV object value 
11.1 | MV MV Grey Text in front of the value 
11.2 | MV Value 222 Red ALSIGNE = 1 Signal error 
Green MV Measured value 
11.3 | MV Unit UNIT Measured unit 
Green ; 
12 Status Indication Status - Square indication 
Unfilled Green Flashing INDONOP = 1 and INDCH = 1 Off 
Unfilled Green INDONOP = 0 and INDCH = 0 Off 
Filled Green Flashing INDONOP = 0 and INDCH = 1 On 
Filled Green INDONOP = 1 and INDCH = 0 On 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FC50, any font 
ManModeColor 3.1 Mode K5 (Green), any color 
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4.8.4 GBIOBO1 


Presentation: 


pe A 3 i 


GENBIN1 HOTWATERLEVEL Section2 Class 10 ALARM LIMITS 
MVPB[]H2 80 =~—;— 8 
See ee ee aE ANTS c PBL|JH1 70 =—;— 9 
5 ———> 100.0 me 100.0 PBCIL1 45 |_ 40 
; ! ' Lgl PBL/L2 30 ——+~11 
6 : ; [p+ INTERLOCKS 
Mode 7-12 
if Process ~——__-13 
Switchgear ~—1+-14 
io Emergency Trip +—15 
STATUS 
Alarm Period Blk|~16 
0.0 0.0 Repeat Fail Blk +—17 
_ 5 Event ~———-18 
t-4 - - t-1 t 
= te Signal Error -—_ 19 
24 —+——+[ ]Man ae Central MV 57.6] M/MIN Feed Back Error }= 20 
po ere L- [| JL I 
25 Auto oca PARAMETER 
26 —_——~ |_| Blocked -= [| ] Remote 
Implemented ~—~ 21 
27 —+——-[_] Stand By i 
28-30 22 23 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black = 
2 Header NAME and DESCR Object name and description 
Red flashing AU_ST_00 = 1 or Unacknowledged signal error 
AU_ST_01 =1 or UnAck alarm feedback error 
AU_ST_04 = 1 or UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06=1 or UnAck alarm low limit 1 
AU_ST_07=1 UnAck alarm low limit 2 
Red ALSIGNE = 1 or Signal error 
ALFBE = 1 or Alarm feedback error 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Green > Normal 
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No Description Presentation Condition Remarks 
3.1 Section Text Section Grey Text in front of the value 
3.2 Section Value Green PROC_SEC Process section 
4.1 Class Text Class Grey Text in front of the value 
4.2 Class Value Green CLASS Object class 
5 Range Max MAX Range Max of the MV value 
Green . 
Range Min MIN Range Min of the MV value 
Green 7 
6 Measure Value Trim Curve MV Object value - Trim curve 
Green . 
Status Indication INDONOP Status indication - On / Off 
Green : 
7A Measured Value Bargraph MV Object value - Bargraph 
Green 
7.2 High Limit 2 MVH2 Alarm High limit 2 
—~_( - MVH2 >= MAX Invisible 
Filled Yellow ALLIMH2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 


7.3 High Limit 1 


>b— 


Filled Red flashing 


ALLIMH2 = 1 and AU_ST_04 = 1 


Unfilled Red flashing AU_ST_04 = 1 
Filled Red ALLIMH2 = 1 
Unfilled Grey - 
MVH1 Warning High limit 1 
- MVH1 >= MAX Invisible 
Filled Yellow ALLIMH1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 


Unfilled Grey 


ALLIMH1 = 1 and AU_ST_05 = 1 
AU_ST_05 = 1 
ALLIMH1 = 1 
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No Description Presentation Condition Remarks 
7.4 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow ALLIML1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML1 = 1 and AU_ST_06 = 1 
Unfilled Red flashing AU_ST_06=1 
Filled Red ALLIML1 = 1 
Unfilled Grey - 
7.5 Low Limit 2 MVL2 Alarm Low limit 2 
—~( - MVL2 <= MIN Invisible 
Filled Yellow ALLIML2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML2 = 1 and AU_ST_07 = 1 
Unfilled Red flashing AU_ST_07 = 1 
Filled Red ALLIML2 = 1 
Unfilled Grey - 
8 ALARM LIMITS for MV Alarm limits for MV 
8.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
8.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
8.3 Alarm Indication i Red flashing ALLIMH2 = 1 and AU_ST_04=1 9 Alarm High limit 2 
wm Red ALLIMH2 = 1 
8.4 H2 Text H2 Grey Text in front of the value 
8.5 H2 Value MVH2 High limit 2 value 
Green i 
9.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
9.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
9.3 Warning Indication i Red flashing ALLIMH1 = 1 and AU_ST_05=1 Warning High limit 1 
wm Red ALLIMH1 = 1 
9.4 |H1 Text H1 Grey Text in front of the value 
9.5 H1 Value MVH1 High limit 1 value 
Green ; 
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No Description Presentation Condition Remarks 
10.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
10.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
10.3. | Warning Indication gi Red flashing ALLIML1 = 1 and AU_ST_06 = 1 Warning Low limit 1 
mw Red ALLIML1 = 1 
10.4 |L1 Text L1 Grey Text in front of the value 
10.5 |L1 Value MVL1 Low limit? value 
Green : 
11.1 Printout Blocked P Yellow PR_BLK Printout blocked 
11.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
11.3 | Alarm Indication gi Red flashing ALLIML2 = 1 and AU_ST_07=1 Alarm Low limit 2 
wm Red ALLIML2 = 1 
11.4 |L2 Text L2 Grey Text in front of the value 
11.5 |L2 Value MVL2 Low limit 2 value 
Green : 
12 INTERLOCKS Interlocks 
12.1 | Mode Interlock Indication gi Yellow INTMODE = 1 Mode interlock indication 
12.2 | Mode Interlock Text Mode Mode interlock text 
Yellow INTMODE = 1 
Grey - 
13.1 | Process Interlock Indication gw Yellow INTPROC = 1 Process interlock indication 
13.2 | Process Interlock Text Process Process interlock text 
Yellow INTPROC = 1 
Grey - 
14.1 | Switchgear Interlock Indication gy Yellow INTSWGR = 1 Switchgear interlock indication 
14.2 | Switchgear Interlock Text Switchgear Switchgear interlock text 
Yellow INTSWGR = 1 
Grey - 
15.1. | Emergency Trip Interlock Indi- mw Yellow INTEMTP = 1 Emergency Trip interlock indi- 
cation cation 
15.2 | Emergency Trip Interlock Text Emergency Trip Emergency Trip interlock text 
Yellow INTEMTP = 1 
Grey - 
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No Description Presentation Condition Remarks 
16 STATUS Status 
16.1 | Alarm Period Block Indication B Yellow AUTO_BLK = 1 Alarm block by PC-program 
16.2 | Alarm Period Block Text Alarm Period BIk Alarm period block text 
Yellow AUTO_BLK = 1 
Grey - 
17.1 Repeat Fail Block Indication Yellow RP_BLK = 1 Repeat fail block indication 
17.2 | Repeat Fail Block Text Repeat Fail Blk Repeat fail block text 
Yellow RP_BLK = 1 
Grey - 
18.1 | Event Indication gw Yellow EV_BLK = 1 Event indication 
18.2 | Event Text Event Yellow Event text 
Yellow EV_BLK = 1 
Grey - 
19.1 Signal Error Indication Red Flashing AU_ST_00=1 Signal error indication 
mw Red ALSIGNE = 1 
19.2 | Signal Error Text Signal Error Signal error text 
Red AU_ST_00 = 1 or ALSIGNE = 1 
Grey - 
20.1 Feed Back Error Indication m Red Flashing AU_ST_01 =1 Feed back error indication 
wm Red ALFBE = 1 
20.2 | Feed Back Error Text Feed Back Error Feed back error text 
Red AU_ST_01 = 1 or ALFBE = 1 
Grey - 
21 PARAMETER Parameter 
21.1 | Implemented Indication wm Green IMPLEMENTED = 1 Implemented indication 
21.2 | Implemented Text Implemented Grey Implemented text 
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Section 4.8.4 GBIOBO1 


No Description Presentation Condition Remarks 
22 Measured Value The MV object value 
22.1 | MV MV Grey Text in front of the value 
22.2 | MV Value 22? Red ALSIGNE = 1 Signal error 
MV Measured value 
Green : 
22.3 | MV Unit UNIT Measured unit 
Green 
23 Status Indication Status - Square indication 
Unfilled Green Flashing INDONOP = 1 and INDCH = 1 Off 
Unfilled Green INDONOP = 0 and INDCH = 0 Off 
Filled Green Flashing INDONOP = 0 and INDCH = 1 On 
Filled Green INDONOP = 1 and INDCH = 0 On 
24.1 | Man Indication m Green MAN = 1 Manual mode 
24.2 | Man Text Man Green MAN = 1 Man text 
Grey - 
25.1 | Auto Indication m@ Green AUTO = 1 Auto mode 
25.2 | Auto Text Auto Green AUTO = 1 Auto text 
Grey - 
26.1 | Blocked Indication wm Green BLK = 1 Blocked mode 
26.2 | Blocked Text Blocked Green BLK = 1 Blocked text 
Grey - 
27.1 | Stand By Indication W Green STBY = 1 Stand by mode 
27.2 | Stand By Text Stand By Green STBY = 1 Stand by text 
Grey - 
28.1 | Central Control Indication wm Green CEN = 1 Central control indication 
28.2 | Central Control Text Central Green CEN = 1 Central control text 
Grey - 
29.1 | Local Control Indication m Green LOC = 1 Local control indication 
29.2 | Local Control Text Local Green LOC =1 Local control text 
Grey - 
30.1. | Remote Control Indication wm Green REM = 1 Remote control indication 
30.2 | Remote Control Text Remote Green REM = 1 Remote control text 
Grey - 
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4.8.5 GBIPDO1 


Presentation: 


1. Frame ———~— 


4. Operator Pos. 5. Control Mode 6. Interlocks 


N 
L M X 


we 


3. Unit 
57.6|M/MIN-— 


Definition point 


2. Value 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_BLK = 1 Alarm blocked by operator 
Black - FrameColor 
2 Measured Value MV Object value 
? 2? ? Red flashing ALSIGNE = 1 and AU_ST_00=1 Unacknowledged signal error 
Red flashing AU_ST_01=10r UnAck alarm feedback error 
AU_ST_04 =1 or UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06 = 1 or UnAck alarm low limit 1 
AU_ST_07=1 UnAck alarm low limit 2 
22? Red ALSIGNE = 1 Signal error 
Red ALFBE = 1 or Alarm feedback error 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 7 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Green - NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Green UNIT NormalColor 
- UnitVisible = noSubscription Unit is invisible 
4 Operator Position OperatorPosVisible = true Object mode 
C Green CEN = 1 Central position 
OperatorPosColor 
L Green LOC =1 Local position 
OperatorPosColor 
R Green REM = 1 Remote position 
OperatorPosColor 
S OperatorPosVisible = false Operator position is invisible 
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No Description Presentation Condition Remarks 
5 Mode ModeVisible = true Object mode 
M Green MAN = 1 Manual mode ManModeColor 
A Green AUTO = 1 Auto mode AutoModeColor 
B Green BLK = 1 Blocked mode ModeColor 
S Green STBY =1 Standby mode ModeColor 
‘ ModeVisible = false Mode is invisible 
6 Interlocks InterLockVisible = true Object interlock 
X Yellow INTMODE = 1 or Interlock mode 
INTPROC = 1 or Interlock process 
INTSWGR = 1 or Interlock switchgear 
INTEMTP = 1 Interlock emergency trip 


InterLockVisible = false 


InterLockColor 


Interlock is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
ModeVisible 5. Mode true, false 

OperatorPosVisible 4. Operator Position true, false 

InterlockVisible 6. Interlocks true, false 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Measured Value and 3. Unit K5 (Green), any color 

ModeColor 5. Mode K5 (Green), any color 

ManModeColor 5. Mode K5 (Green), any color 

AutoModeColor 5. Mode K5 (Green), any color 

OperatorPosColor 4. Operator Position K5 (Green), any color 

InterlockColor 6. Interlocks K3 (Yellow), any color 

SelectAreaColor 1. SelectArea K16 (Black), any color Background color and deletion 


color 


Font 2. Measured Value and 3 Unit FA40, any font 
FrameColor 1. SelectFrame K16 (Black), any color 
FrameWidth 1. SelectFrame 2, (1..4) 
NumberOfChar 2. Measured Value 7 Include “.” and “-” 
UseDisplayColor 5. Mode false, true true if DisplayColor used 
DisplayColor 5. Mode N13 (Black), any color Bg color for Mode if UseDisplay- 
Color is true 
4-112 3BSE 001 962R0201 


AdvaCommand User Interface 


Section 4.8.6 GBIPD0O2 


4.8.6 GBIPDO2 


Presentation: 


2. TopLeftEdge 


1. Frame —————_~> 


Definition Point 


3. BottomRightEdge 


— 


4. Center Square 


~~ 


5. Interlocks 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_BLK = 1 Alarm blocked by operator 
Black . 
2 TopLeftEdge Top left of the 3-D frame 
Green flashing INDCH = 1 TopLeftFlashingColor 
Dark Green INDONOP = 0 and INDCH = 0 Off BottomRightColor 
Light Green - On TopLeftColor 
3 BottomRightEdge Bottom right of the 3-D frame 
Green flashing INDCH = 1 BottomRightFlashingColor 
Light Green INDONOP = 0 and INDCH = 0 Off TopLeftColor 
Dark Green = On BottomRightColor 
4 Center Square 
Black INDONOP = 1 and INDCH = 1 Off OffColor 
INDONOP = 0 and INDCH = 0 
Red flashing AU_ST_00 = 1 or Unacknowledged signal error 
AU_ST_01 =1 or UnAck alarm feedback error 
AU_ST_04 =1 or UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06=1o0r UnAck alarm low limit 1 
AU_ST_07=1 UnAck alarm low limit 2 
AlarmFlashingColor 
Red ALSIGNE = 1 or Signal error 
ALFBE = 1 or Alarm feedback error 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 


Green flashing 


Green 


INDCH = 1 and INDONOP = 0 


AlarmColor 


OnFlashingColor 
On OnColor 
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No Description Presentation Condition Remarks 
5 Interlocks Object interlock 
X Yellow INTMODE = 1 or Interlock mode 
INTPROC = 1 or Interlock process 
INTSWGR = 1 or Interlock switchgear 
INTEMTP = 1 Interlock emergency trip 


InterlockColor and Font 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
TopLeftColor 2. TopLeftEdge and L5 (Light Green), any color Top frame color 
3. BottomRightEdge 
BottomRightColor 2. TopLeftEdge and M5 (Dark Green), any color Bottom frame color 
3. BottomRightEdge 
OnColor 4. Center Square K5 (Green), any color Center square color 
OffColor 4. Center Square K16 (Black), any color Background color of the square 
TopLeftFlashingColor 2. TopLeftEdge N5 (Flashing Green), any color 
BottomRightFlashingColor 3. BottomRightEdge N5 (Flashing Green), any color 
OnFlashingColor 4. Center Square N5 (Flashing Green), any color 
TopLeftAlarmColor 2. TopLeftEdge L1 (Light Red), any color 
BottomRightAlarmColor 3. BottomRightEdge M1 (Red), any color 
AlarmColor 4. Center Square K1 (Red), any color 
AlarmFlashingColor 4. Center Square N1 (Flashing Red), any color 
Font 5. Interlocks FC40, any font 
InterlockColor 5. Interlocks K3 (Yellow), any color 
FrameWidth 1. SelectFrame 2, (1..4) 
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4.8.7 GBIWI01 


Presentation: 


4. Range Max 
2. Header GENBIN1 —— 1. Frame 
HOTWATERLEVEL | 
100.0 7. High Limit 2 
3. Status Line AR X PBxFQ 8. High Limit 1 
My valve 57.6| M/MIN 6. Measured Value 
12. Status Indicator 9. Low Limit 1 
10. Low Limit 2 
Definition point 5. Range Min 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AU_ST_00 = 1 or Unacknowledged signal error 
AU_ST_01 =1 or UnAck alarm feedback error 
AU_ST_04=10r UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06 = 1 or UnAck alarm low limit 1 
AU_ST_07=1 UnAck alarm low limit 2 
Red ALSIGNE = 1 or Signal error 
ALFBE = 1 or Alarm feedback error 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Green - 
3 Status Line Status Line 
3.1 Mode M Green MAN = 1 Manual mode 
A Green AUTO = 1 Auto mode 
B Green BLK = 1 Blocked mode 
S Green STBY = 1 Standby mode 
3.2 Operator Position C Green CEN = 1 Central control 
L Green LOC = 1 Local control 
R Green REM =1 Remote control 
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No Description Presentation Condition Remarks 
3.3 Interlock Indication X Yellow INTMODE = 1 or Interlock mode 
INTPROC = 1 or Interlock process 
INTSWGR = 1 or Interlock switchgear 
INTEMTP = 1 Interlock emergency trip 
3.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
Be Yellow EV_BLK =1 Event blocked 
3.6 Alarm Indication F Red ALFBE = 1 or Alarm feedback error 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
3.7 Signal Error Indication Q Red ALSIGNE = 1 Signal error 
4 Range Max MAX Range Max of the MV value 
Green - 
5 Range Min MIN Range Min of the MV value 
Green - 
6 Measured Value Bargraph MV Object measured value 
Green : 
7 High Limit 2 MVH2 Alarm High limit 2 
—~_( - MVH2 >= MAX Invisible 
Filled Yellow ALLIMH2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 


Filled Red flashing 


ALLIMH2 = 1 and AU_ST_04 = 1 


Unfilled Red flashing AU_ST_04=1 
Filled Red ALLIMH2 = 1 
Unfilled Grey - 
8 High Limit 1 MVH1 Warning High limit 1 
> — : MVH1 >= MAX Invisible 
Filled Yellow ALLIMH1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 


Unfilled Grey 


ALLIMH1 = 1 and AU_ST_05 = 1 


AU_ST_05 = 1 
ALLIMH1 = 1 
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No Description Presentation Condition Remarks 
9 Low Limit 1 MVL1 Warning Low limit 1 
>— - MVL1 <= MIN Invisible 
Filled Yellow ALLIML1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML1 = 1 and AU_ST_06 = 1 
Unfilled Red flashing AU_ST_06=1 
Filled Red ALLIML1 = 1 
Unfilled Grey - 
10 Low Limit 2 MVL2 Alarm Low limit 2 
—~_( - MVL2 <= MIN Invisible 
Filled Yellow ALLIML2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML2 = 1 and AU_ST_07 = 1 
Unfilled Red flashing AU_ST_07 = 1 
Filled Red ALLIML2 = 1 
Unfilled Grey - 
11 Measured Value The MV object value 
11.1 /MV MV Grey Text in front of the value 
11.2 |MV Value 22? Red ALSIGNE = 1 Signal error 
Green MV Measured value 
11.3 | MV Unit UNIT Measured unit 
Green ; 
12 Status Indication Status - Square indication 


Unfilled Green Flashing 
Unfilled Green 

Filled Green Flashing 
Filled Green 


INDONOP = 1 and INDCH = 1 
INDONOP = 0 and INDCH = 0 
INDONOP = 0 and INDCH = 1 
INDONOP = 1 and INDCH = 0 


Off 
Off 
On 
On 
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4.9 Process Dialog for User Defined Controller GENCON 


4.9.1 MIN Dialog (No authority key) 


4.9.1.1 Keyboard keys 


5. Man 


7.E1 4. Previous Level 
| 6. Auto 8. E2 yo oe 


| | 


| 


bx 


i 


auto 


| 


ne 
| | 


| 
Dialog 
| 


—. 
T 
N 
ee, 
Tr. 


Prev 
Object 


ice) 


. Increase 
é Decrease | 


Key 1: Acknowledge 


1 


i=) 


Key 2: Object Trend 
Key 3: Object Display 
Key 4: Previous Level 
Key 5: Man 

Key 6: Auto 

Key 7: E1 

Key 8: E2 


Key 9: Increase 


Key 9: Shift + Increase 


Key 10: Decrease 


Key 10: Shift + Decrease 


3BSE 001 962R0201 


CO Ee 


Glo) LO |v 


Figure 4-37. Keyboard keys 


Perform: Acknowledge 

Select: Object Trend 

Select: Object Display 

Select Dynamic keys: Top Level 
Perform: Set to manual mode 
Perform: Set to automatic mode 
Perform: Set to externall mode 
Perform: Set to external2 mode 


Perform: Increase output value 
with 0.5 if MAN = | 
Increase setpoint value 
with 0.5 % 


Perform: Increase output value 
with 5.0 if MAN = | 
Increase setpoint value 
with 5.0 % 


Perform: Decrease output value 
with 0.5 if MAN = 1 
Decrease setpoint value 
with 0.5 % 


Perform: Decrease output value 
with 5.0 if MAN = | 
Decrease setpoint value 
with 5.0% 


3. Object Display 
2. Object Trend 


1. Acknowledge 


AL_UNACK = 0 


MORD_03 = 1 / ORDMAN = 1 
MORD_04= 1 / ORDAUTO = 1 
MORD_05 = 1 / ORDE1 = 1 
MORD_06 = | / ORDE2 = 1 
MANOUT 


SETP 


MANOUT 


SETP 


MANOUT 


SETP 


MANOUT 


SETP 
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Section 4.9.1 MIN Dialog (No authority key) 


4.9.1.2 Dynamic keys, Top Level 


Dt Man Forced 


pe OUT 


D1: Man Forced 


D6: OUT 


D7: SP 


D10: Keyboard... 


SP 


4.9.1.3 Dynamic keys, Keyboard 


D1 
A Increase 


Dé 
Vv Decrease 


D 


pare 


: Increase 


D2: Man 
D3: Auto 
D4: E1 
D5: E2 


D6: Decrease 


D7: Acknowledge 
D8: Object Display 


D9: Object Trend 
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Man 


Acknowledge 


D3 D4 


D8 Dg 


Figure 4-38. Dynamic keys 


Perform: Set to manual forced mode 


Pressed: green text 
Released: white text 


Pressed: Dialog for changing 


Output value, value magenta 


Pressed: Dialog for changing 


Setpoint value, value cyan 


Select Dynamic keys: Keyboard 


Auto 


Object Display 


Figure 4-39. Dynamic keys 


Perform: Increase output value 
with 0.5 if MAN = 1 
Increase setpoint value 
with 0.5 % 


Perform: Set to manual mode 

Perform: Set to automatic mode 
Perform: Set to external! mode 
Perform: Set to external2 mode 


Perform: Decrease output value 
with 0.5 if MAN = 1 
Decrease setpoint value 
with 0.5 % 


Perform: Acknowledge 
Select: Object Display 
Select: Object Trend 


Object Trend 


DS 


aie Keyboard... 


MORD_02 = 1 / ORDMANF = 1 


MANOUT 


SETP 


DS E2 


D10 


MANOUT 

SETP 

MORD_03 = 1 / ORDMAN = 1 
MORD_04 = 1/ ORDAUTO = 1 
MORD_05 = 1 / ORDE1 = 1 


MORD_06 = 1 / ORDE2 = 1 
MANOUT 


SETP 


AL_UNACK = 0 
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4.9.2 MAX Dialog (Authority key) 


4.9.2.1 Keyboard keys 


5. Next Block 


Hatt loa: 


Hon] auto 7 | | [las &x. | 


10. increase —t } | | | (= UL 
rom £1) (lO) (ER 


Figure 4-40. Keyboard keys 
Key 1: 


Dialog 
Exit 


—_— 


Perform: Acknowledge 


Select: Object Trend 


Acknowledge 
Key 2: Object Trend 
Key 3: Object Display Select: Object Display 
Key 4: Previous Level Select Dynamic keys: Top Level 


Key 5: Next Block Page between the dynamic key sets: 


Block, Limits and Keyboard 


Key 6: Man Perform: Set to manual mode 

Key 7: Auto Perform: Set to automatic mode 
Key 8: E1 Perform: Set to external! mode 
Key 9: E2 Perform: Set to external2 mode 


Perform: Increase output value 
with 0.5 if MAN = 1 
Increase setpoint value 
with 0.5 % 


Key 10: Increase 


Perform: Increase output value 
with 5.0 if MAN = | 
Increase setpoint value 
with 5.0 % 


Key 10: Shift + Increase 


Perform: Decrease output value 
with 0.5 if MAN = 1 
Decrease setpoint value 
with 0.5 % 


Key 11: Decrease 


Perform: Decrease output value 
with 5.0 if MAN = | 
Decrease setpoint value 
with 5.0% 


Key 11: Shift + Decrease 
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we 4. Previous Level 


3. Object Display 
2. Object Trend 


1. Acknowledge 


AL_UNACK = 0 


MORD_03 = 1 / ORDMAN = 1 
MORD_04= 1 / ORDAUTO = 1 
MORD_05 = 1 / ORDE1 = 1 
MORD_06 = 1 / ORDE2 = 1 
MANOUT 


SETP 


MANOUT 


SETP 


MANOUT 


SETP 


MANOUT 


SETP 
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4.9.2.2 Dynamic keys, Top Level 


D1 D2 
Man Forced 


D6 OUT D7 


D1: Man Forced 


D6: OUT 


D7: SP 


D8: Block... 
D9: Limits... 


D10:Keyboard... 


SP 


4.9.2.3 Dynamic keys, Keyboard 


D1 D2 
A Increase 


D6 D7 
Decrease 


D 


= 


: Increase 


D2: Man 
D3: Auto 
D4: E1 
D5: E2 


D6: Decrease 


D 


xq 


: Acknowledge 
D8: Object Display 


D9: Object Trend 
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Man 


Acknowledge 


D3 D4 


D8 Dg 


Block... Limits... 


Figure 4-41. Dynamic keys 


Perform: Set to manual forced mode 
Pressed: green text 
Released: white text 


Pressed: Dialog for changing 
Output value, value magenta 


Pressed: Dialog for changing 
Setpoint value, value cyan 


Select Dynamic keys: Block 
Select Dynamic keys: Limits 


Select Dynamic keys: Keyboard 


Re Auto ot E1 


P8 Object Display a 


Figure 4-42. Dynamic keys 


Perform: Increase output value 
with 0.5 if MAN = 1 
Increase setpoint value 
with 0.5 % 


Perform: Set to manual mode 

Perform: Set to automatic mode 
Perform: Set to external! mode 
Perform: Set to external2 mode 


Perform: Decrease output value 
with 0.5 if MAN = 1 
Decrease setpoint value 
with 0.5 % 


Perform: Acknowledge 
Select: Object Display 
Select: Object Trend 


Object Trend 


DS 


pie Keyboard... 


MORD_02 = 1 / ORDMANF = 1 


MANOUT 


SETP 


DS E2 


D10 


MANOUT 

SETP 

MORD_03 = 1 / ORDMAN = 1 
MORD_04 = 1/ORDAUTO = 1 
MORD_05 = 1 / ORDE1 = 1 


MORD_06 = 1 / ORDE2 = 1 
MANOUT 


SETP 


AL_UNACK = 0 
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4.9.2.4 Dynamic keys, Block 


D1 Block D2 
Alarm 

Dé Deblock D7 
Alarm 


D1: Block Alarm 


D6: Deblock Alarm 


4.9.2.5 Dynamic keys, Limits 


PI 1-80.00 me 


P61 20.00 Ph 


D1:H1 


D2: H2 


D3: SP H 


D5: OUT H 


Dé: L1 


D7: L2 


D8: SPL 


D10: OUT L 
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D3 D4 


D8 D9 


Figure 4-43. Dynamic keys 
Pressed: yellow text 
Released: white text 


Pressed: green text 
Released: white text 


PS SPH 50.00 pe 


P8 SPL 10.00 pe 


Figure 4-44. Dynamic keys 
Pressed: Dialog for changing 
High Limit 1, value green 


Pressed: Dialog for changing 
High Limit 2, value green 


Pressed: Dialog for changing 
Setpoint High, value cyan 


Pressed: Dialog for changing 
Output High, value magenta 


Pressed: Dialog for changing 
Low Limit 1, value green 


Pressed: Dialog for changing 
Low Limit 2, value green 


Pressed: Dialog for changing 
Setpoint Low, value cyan 


Pressed: Dialog for changing 
Output Low, value magenta 


D5 


AL_BLK = 1 


AL_BLK =0 


PS OUTH 100.00 


P10 OUTL 0.00 


MVHI1 


MVH2 


SETPH 


OUTPH 


MVLI1 


MVL2 


SETPL 


OUTPL 
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4.9.3 GCOGRO1 


Presentation: 


2. Header GENCON1 a 
DESCRIPTION 
. Status Line 
4. Range Max . High SP Limit 
7. High Limit 2 
. High OUT Limit 
8. High Limit 1 


6. Measured Value . Warn. Ind Dev 


. OUT Value 
. SP Value 
ee wan . Low SP Limit 
10. Low Limit 2 
5. Range Min . Low OUT Limit 
18. MV Value 


19. Setpoint Value 


20. Output Value 


Definition point 


Behavior: 

No Description Presentation Condition Remarks 

1 SelectFrame White SELECTED = 1 Object select frame 
Black - 


2 Header NAME and DESCR Object name and description 


Red flashing AU_ST_00 = 1 or 
AU_ST_03 = 1 or 
AU_ST_04=10r 
AU_ST_05 = 1 or 
AU_ST_06 = 1 or 


Unacknowledged signal error 
UnAck alarm Deviation 
UnAck alarm high limit 2 
UnAck alarm high limit 1 
UnAck alarm low limit 1 


AU_ST_07=1 UnAck alarm low limit 2 
Red ALAI = 1 or Signal error 

ALDEV = 1 or Alarm Deviation 

ALLIMH2 = 1 or Alarm high limit 2 

ALLIMH1 = 1 or Alarm high limit 1 

ALLIML1 = 1 or Alarm low limit 1 

ALLIML2 = 1 Alarm low limit 2 


Green 


Normal 
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No Description Presentation Condition Remarks 
3 Status Line Status Line 
3.1 | Mode Bal Green BAL = 1 Balanced mode 
M Fd Green MANF = 1 Manual Forced mode 
ManModeColor 
M Green MAN = 1 Manual mode ManModeColor 
A Green AUTO = 1 Auto mode 
E1 Green E1=1 E1 mode 
E2 Green E2=1 E2 mode 
3.2 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.3 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
Be Yellow EV_BLK = 1 Event blocked 
3.4 Alarm Indication F Red ALDEV = 1 or Alarm Deviation 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
3.5 Signal Error Indication Q Red ALAI = 1 Signal error 
4 Range Max MAX Range Max of the MV value 
Green : 
5 Range Min MIN Range Min of the MV value 
Green 7 
6 Measured Value Bargraph MV Object measured value 
Green : 
7 High Limit 2 MVH2 Alarm High limit 2 
—~| - MVH2 >= MAX Invisible 
Filled Yellow ALLIMH2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 


Unfilled Grey 


ALLIMH2 = 1 and AU_ST_04 = 1 


AU_ST_04 = 1 
ALLIMH2 = 1 
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No Description Presentation Condition Remarks 
8 High Limit 1 MVH1 Warning High limit 1 
>b— : MVH1 >= MAX Invisible 
Filled Yellow ALLIMH1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIMH1 = 1 and AU_ST_05 = 1 
Unfilled Red flashing AU_ST_05=1 
Filled Red ALLIMH1 = 1 
Unfilled Grey - 
9 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow ALLIML1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML1 = 1 and AU_ST_06 = 1 
Unfilled Red flashing AU_ST_06=1 
Filled Red ALLIML1 = 1 
Unfilled Grey - 
10 Low Limit 2 MVL2 Alarm Low limit 2 
—~( - MVL2 <= MIN Invisible 
Filled Yellow ALLIML2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML2 = 1 and AU_ST_07 = 1 
Unfilled Red flashing AU_ST_07 = 1 
Filled Red ALLIML2 = 1 
Unfilled Grey - 
11 SP Value SP Object setpoint value 
Cyan - 
12 High SP Limit SETPH Upper warning limit setpoint 
- SETPH > MAX Invisible 
Yellow LIMSPH = 1 Limitation line and mesh 
Grey - 
13 Low SP Limit SETPL Lower warning limit setpoint 
- SETPL < MIN Invisible 
Yellow LIMSPL = 1 Limitation line and mesh 
Grey - 
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No Description Presentation Condition Remarks 
14 OUT Value OUT Object output value 
- INDON = 1 or Invisible 
ONOFCTRL = 1 
Magenta - 
15 High OUT Limit OUTPH Upper warning limit output 
: INDON = 1 or Invisible 
ONOFCTRL = 1 
- OUTPH > 100 % Invisible 
Yellow LIMOPH = 1 Limitation line and mesh 
Grey - 
16 Low OUT Limit OUTPL Lower warning limit output 
° INDON = 1 or Invisible 
ONOFCTRL = 1 
- OUTPL <0 % Invisible 
Yellow LIMOPL = 1 Limitation line and mesh 
Grey - 
17 Warning Indication Deviation Warning indication Deviation 
DEV Red ALDEV = 1 
- ALDEV = 0 Invisible 
18 Measured Value The MV object value 
18.1 | MV MV Grey Text in front of the value 
18.2 | MV Value 222 Red ALAI = 1 Signal error 
Green MV Measured value 
18.3 | MV Unit UNIT Measured unit 
Green ; 
19 Setpoint Value The SP object value 
19.1 | SP SP Grey SP-text in front of the value 
19.2 | SP Value SP Setpoint value 
Cyan 
19.3 | SP Unit UNIT Setpoint unit 
Cyan - 
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No Description Presentation Condition Remarks 
20 Output Value The OUT object value 
20.1 | OUT OUT Grey OUT-text in front of the value 
20.2 | OUT Value OUT Output value 
Magenta INDON = 0 and ONOFCTRL = 0 
20.3 | OUT Unit % Magenta INDON = 0 and ONOFCTRL=0 = Output unit 
20.4 | Status Indication Status - Square indication 
Filled Green INDON = 1 On 
Unfilled Green INDON = 0 and ONOFCTRL = 1 Off 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FC50, any font 
ManModeColor 3.1 Mode K5 (Green), any color 
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4.9.4 GCOOB01 


Presentation: 


ALARM LIMITS 
Mv PB —JH2 90~7~——— 10 
PB WiH1 80 — 11 
é L- 100.0 Lh ia aaa PB MLi 20=/——12 
bt PB gyL2 10 ~+—_ 13 
é poe DEV B WM Outof range +—— _ 14 
[ LIMITATIONS 
SP HH 70 +—— 15 
L ML 20 1—— 16 
po OUT HH 90 ~——__——17 
22 ——_;~ Hf Bal = MV 57.6 |M/MIN 
23 ——,+ Hi Man OUT 50.0 lL. sp 25.0 |M/MIN 
24 ——~ i Auto SP 90.0 9 
Neen ee -- OUT 45.3 |% 
26 —_~ @ E2 
19-21 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AU_ST_00=1 or Unacknowledged signal error 
AU_ST_03 = 1 or UnAck alarm Deviation 
AU_ST_04 = 1 or UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06=1 or UnAck alarm low limit 1 
AU_ST_07 = 1 UnAck alarm low limit 2 
Red ALAI = 1 or Signal error 
ALDEV = 1 or Alarm Deviation 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Green - Normal 
3.1 Section Text Section Grey Text in front of the value 
3.2 Section Value Green PROC_SEC Process section 
41 Class Text Class Grey Text in front of the value 
4.2 Class Value Green CLASS Object class 
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No Description Presentation Condition Remarks 
5.1 Range MV Max MAX Range Max of the MV value 
Green : 
5.2 Range OUT Max 100 Magenta Range Max of the OUT value 
5.3 Range MV Min MIN Range Min of the MV value 
Green : 
5.4 Range OUT Min 0 Magenta Range Min of the OUT value 
6 Measure Value Trim Curve MV Object measure value 
Green 
Setpoint Value Trim Curve SP Object setpoint value 
Cyan - 
Output Value Trim Curve OUT Object output value 
Magenta = 
7A Measured Value Bargraph MV Object value - Bargraph 
Green 
7.2 High Limit 2 MVH2 Alarm High limit 2 
—~_( - MVH2 >= MAX Invisible 
Filled Yellow ALLIMH2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIMH2 = 1 and AU_ST_04 = 1 
Unfilled Red flashing AU_ST_04 = 1 
Filled Red ALLIMH2 = 1 
Unfilled Grey - 
7.3 High Limit 1 MVH1 Warning High limit 1 
>b— : MVH1 >= MAX Invisible 
Filled Yellow ALLIMH1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 


Unfilled Grey 


ALLIMH1 = 1 and AU_ST_05 = 1 
AU_ST_05 = 1 
ALLIMH1 = 1 


4-132 


3BSE 001 962R0201 


AdvaCommand User Interface 
Section 4.9.4 GCOOBO1 


No Description Presentation Condition Remarks 
7.4 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow ALLIML1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML1 = 1 and AU_ST_06 = 1 
Unfilled Red flashing AU_ST_06=1 
Filled Red ALLIML1 = 1 
Unfilled Grey : 
7.5 Low Limit 2 MVL2 Alarm Low limit 2 
—~( - MVL2 <= MIN Invisible 
Filled Yellow ALLIML2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML2 = 1 and AU_ST_07 = 1 
Unfilled Red flashing AU_ST_07 = 1 
Filled Red ALLIML2 = 1 
Unfilled Grey - 
8.1 SP Value SP Object setpoint value 
Cyan - 
8.2 High SP Limit SETPH Upper warning limit setpoint 
- SETPH > MAX Invisible 
Yellow LIMSPH = 1 Limitation line and mesh 
Grey - 
8.3 Low SP Limit SETPL Lower warning limit setpoint 
- SETPL < MIN Invisible 
Yellow LIMSPL = 1 Limitation line and mesh 
Grey - 
9.1 OUT Value OUT Object output value 
- INDON = 1 or Invisible 
ONOFCTRL = 1 
Magenta - 
9.2 High OUT Limit OUTPH Upper warning limit output 
: INDON = 1 or Invisible 
ONOFCTRL = 1 
- OUTPH > 100 % Invisible 
Yellow LIMOPH = 1 Limitation line and mesh 
Grey - 
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No Description Presentation Condition Remarks 

9.3 Low OUT Limit OUTPL Lower warning limit output 
: INDON = 1 or Invisible 

ONOFCTRL = 1 

- OUTPL <0 % Invisible 
Yellow LIMOPL = 1 Limitation line and mesh 
Grey - 

10 ALARM LIMITS for MV Alarm limits for MV 

10.1. | MV Text MV Grey Text in front of the line 

10.2 | Printout Blocked P Yellow PR_BLK = 1 Printout blocked 

10.3 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
Be Yellow EV_BLK = 1 Event blocked 


10.4 | Alarm Indication 


@ Red flashing 


ALLIMH2 = 1 and AU_ST_04 = 1 


Alarm High limit 2 


wm Red ALLIMH2 = 1 
10.5 |H2 Text H2 Grey Text in front of the value 
10.6 |H2 Value MVH2 High limit 2 value 
Green 7 
11.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
11.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
Be Yellow EV_BLK = 1 Event blocked 


11.3. | Warning Indication 


@ Red flashing 


ALLIMH1 = 1 and AU_ST_05 = 1 


Warning High limit 1 


wm Red ALLIMH1 = 1 
11.4 |H1 Text H1 Grey Text in front of the value 
11.5 |H1 Value MVH1 High limit 1 value 
Green . 
12.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
12.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
Be Yellow EV_BLK = 1 Event blocked 


12.3 | Warning Indication 


12.4 |L1 Text 
12.5 |L1 Value 


wi Red flashing 


ALLIML1 = 1 and AU_ST_06 = 1 


Warning Low limit 1 


wm Red ALLIML1 = 1 
L1 Grey Text in front of the value 
MVL1 Low limit? value 
Green : 
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No Description Presentation Condition Remarks 
13.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
13.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
Be Yellow EV_BLK = 1 Event blocked 
13.3 | Alarm Indication i Red flashing ALLIML2 = 1 and AU_LST_07=1 = 9 Alarm Low limit 2 
wm Red ALLIML2 = 1 
13.4 |L2 Text L2 Grey Text in front of the value 
13.5 |L2 Value MVL2 Low limit 2 value 
Green : 
14.1. | DEV Text DEV Grey Text in front of the line 
14.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
Be Yellow EV_BLK = 1 Event blocked 
14.3 | Alarm Indication gi Red flashing ALDEV = 1 and AU_ST_03=1 
mw Red ALDEV = 1 
14.4 | Out of range Text Out of range Grey 
15 LIMITATIONS for SP Limitations for SP 
15.1 | SP Text SP Grey Text in front of the line 
15.2 | Warning Indication mw Yellow LIMSPH = 1 Warning Setpoint High 
15.3 |H Text H Grey Text in front of the value 
15.4 |H Value SETPH Setpoint High value 
Cyan - 
16.1. | Warning Indication i Yellow LIMSPL = 1 Warning Setpoint Low 
16.2 |L Text L Grey Text in front of the value 
16.3 |L Value SETPL Setpoint Low value 
Cyan - 
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No Description Presentation Condition Remarks 
17 LIMITATIONS for OUT Limitations for OUT 
17.1 | OUT Text OUT Grey Text in front of the line 
17.2 | Warning Indication Yellow LIMOPH = 1 Warning Output High 
17.3. |H Text H Grey Text in front of the value 
17.4 |H Value OUTPH Output High value 

Magenta 
18.1 | Warning Indication Yellow LIMOPL = 1 Warning Output Low 
18.2 |L Text L Grey Text in front of the value 
18.3 |L Value OUTPL Output Low value 

Magenta 7 
19 Measured Value The MV object value 
19.1 | MV MV Grey Text in front of the value 
19.2 | MV Value 22? Red ALAI = 1 Signal error 

Green MV Measured value 
19.3 | MV Unit UNIT Measured unit 

Green 2 
20 Setpoint Value The SP object value 
20.1 | SP SP Grey Text in front of the value 
20.2 | SP Value SP Setpoint value 

Cyan - 
20.3 | SP Unit UNIT Setpoint unit 

Cyan - 
21 Output Value The OUT object value 
21.1. | OUT OUT Grey Text in front of the value 
21.2 | OUT Value OUT Output value 

Magenta INDON = 0 and ONOFCTRL = 0 


21.3 | OUT Unit 


21.4 | Status Indication 


% Magenta 


INDON = 0 and ONOFCTRL = 0 


Output unit 


Filled Green 
Unfilled Green 


INDON = 1 
INDON = 0 and ONOFCTRL = 1 


Status - Square indication 
On 
Off 
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No Description Presentation Condition Remarks 
22.1 | Balance indication @ Green filled BAL = 1 Balance mode 
22.2 | Balance Text Bal Text behind the indication 
Green BAL = 1 Balance mode 
Grey - 
23.1 | Man indication m@ Green filled MANF = 1 or MAN = 1 Manual mode 
23.2 | Man Text Man Text behind the indication 
Green MANF = 1 or MAN = 1 Manual mode 
Grey - 
23.3 | Forced Text Forced Green MANF = 1 Manual Forced mode 
invisible MANF = 0 
23.4 | Man Out Text OUT Grey Text in front of the value 
23.5 | Man Out Value MANOUT Man Out value 
Magenta MANF = 1 or MAN = 1 Manual mode 
Grey - 
24.1 | Auto indication wi Green filled AUTO = 1 Auto mode 
24.2 | Auto Text Auto Text behind the indication 
Green AUTO = 1 Auto mode 
Grey - 
24.3 | Auto Setpoint Text SP Grey Text in front of the value 
24.4 | Auto Setpoint Value SETP Auto Setpoint value 
Cyan AUTO = 1 Auto mode 
Grey - 
25.1 | E1 indication m@ Green filled E1=1 E1 mode 
25.2 |E1 Text E1 Text behind the indication 
Green E1=1 E1 mode 
Grey - 
26.1 | E2 indication wi Green filled E2=1 E2 mode 
26.2 | E2 Text E2 Text behind the indication 
Green E2=1 E2 mode 
Grey - 
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4.9.5 GCOPD0O1 


Presentation: 


4. Mode 
2. Value 
1. Frame 
M 3. Unit 
57.0|M/MIN ~ 
ST Definition Point 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_BLK = 1 Alarm blocked by operator 
Black - FrameColor 
2 Measured Value MV Object value 
? 2? ? Red flashing ALAI = 1 and AU_ST_00 = 1 Unacknowledged signal error 
Red flashing AU_ST_03=1 or UnAck alarm Deviation 
AU_ST_04 = 1 or UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06 = 1 or UnAck alarm low limit 1 
AU_ST_07=1 UnAck alarm low limit 2 
22? Red ALAI = 1 Signal error 
Red ALDEV = 1 or Alarm Deviation 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Green - NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Green UNIT NormalColor 
- UnitVisible = noSubscription Unit is invisible 
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No Description 


Presentation 


Condition 


Remarks 


4 Mode 


Bal Green 
M Fd Green 


M Green 
A Green 
E1 Green 
E2 Green 


ModeVisible = true 
BAL = 1 
MANF = 1 


MAN = 1 
AUTO = 1 
E1=1 
E2=1 


ModeVisible = false 


Object mode 
Balanced mode ModeColor 


Manual Forced mode 
ManModeColor 


Manual mode ManModeColor 
Auto mode AutoModeColor 
E1 mode E1ModeColor 

E2 mode ModeColor 


Mode is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
ModeVisible 4. Mode true, false 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Measured Value and 3. Unit K5 (Green), any color 

ModeColor 4. Mode K5 (Green), any color 

ManModeColor 4. Mode K5 (Green), any color 

AutoModeColor 4. Mode K5 (Green), any color 

E1ModeColor 4. Mode K5 (Green), any color 


SelectAreaColor 


1. SelectArea 


K16 (Black), any color 


Background color and deletion 
color 


Font 2. Measured Value and 3. Unit FA40, any font 
FrameColor 1. SelectFrame K16 (Black), any color 
FrameWidth 1. SelectFrame 2, (1..4) 
NumberOfChar 2. Measured Value 7 Include “.” and “-” 
UseDisplayColor 4. Mode false, true true if DisplayColor used 
DisplayColor 4. Mode N13 (Black), any color Bg color for Mode if UseDisplay- 
Color is true 
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4.9.6 GCOPD02 


Presentation: 


1. Frame. 


os 


4. Mode 
2. Value 
M 3. Unit 
25.0\M/MIN~ 


oT Definition Point 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_BLK = 1 Alarm blocked by operator 
Black : FrameColor 
2 Setpoint Value SP Object value 
Red flashing AU_ST_00=1 or Unacknowledged signal error 
AU_ST_03 = 1 or UnAck alarm Deviation 
AU_ST_04 =1 or UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06 = 1 or UnAck alarm low limit 1 
AU_ST_07=1 UnAck alarm low limit 2 
Red ALAI = 1 or Signal error 
ALDEV = 1 or Alarm Deviation 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Cyan - NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Cyan UNIT NormalColor 
- UnitVisible = noSubscription Unit is invisible 
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Section 4.9.6 GCOPD02 


No Description 


Presentation 


Condition 


Remarks 


4 Mode 


Bal Green 
M Fd Green 


M Green 
A Green 
E1 Green 
E2 Green 


ModeVisible = true 
BAL = 1 
MANF = 1 


MAN = 1 
AUTO = 1 
E1=1 
E2=1 


ModeVisible = false 


Object mode 
Balanced mode ModeColor 


Manual Forced mode 
ManModeColor 


Manual mode ManModeColor 
Auto mode AutoModeColor 
E1 mode E1ModeColor 

E2 mode ModeColor 


Mode is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
ModeVisible 4. Mode true, false 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Setpoint Value and 3. Unit K9Q (Cyan), any color 

ModeColor 4. Mode K5 (Green), any color 

ManModeColor 4. Mode K5 (Green), any color 

AutoModeColor 4. Mode K5 (Green), any color 

E1ModeColor 4. Mode K5 (Green), any color 


SelectAreaColor 


1. SelectArea 


K16 (Black), any color 


Background color and deletion 
color 


Font 2. Setpoint Value and 3. Unit FA40, any font 
FrameColor 1. SelectFrame K16 (Black), any color 
FrameWidth 1. SelectFrame 2, (1..4) 
NumberOfChar 2. Sepoint Value 7 Include “.” and “-” 
UseDisplayColor 4. Mode false, true true if DisplayColor used 
DisplayColor 4. Mode N13 (Black), any color Bg color for Mode if UseDisplay- 
Color is true 
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Section 4.9.7 GCOPD03 


4.9.7 GCOPD03 


Presentation: 


4. Mode 
2. Value 


1. Frame 


45.3% OO™*” 


3. Unit 


Ty Definition Point 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_BLK = 1 Alarm blocked by operator 
Black - FrameColor 
2 Output Value OP Object value 
Red flashing AU_ST_00=1 or Unacknowledged signal error 
AU_ST_03 = 1 or UnAck alarm Deviation 
AU_ST_04 =1 or UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06 = 1 or UnAck alarm low limit 1 
AU_ST_07=1 UnAck alarm low limit 2 
Red ALAI = 1 or Signal error 
ALDEV = 1 or Alarm Deviation 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Magenta - NormalColor 
3 Unit UnitVisible = onRequest Object unit 
% Magenta Unit NormalColor 
- UnitVisible = noSubscription Unit is invisible 
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Section 4.9.7 GCOPD03 


No Description 


Presentation 


Condition 


Remarks 


4 Mode 


Bal Green 
M Fd Green 


M Green 
A Green 
E1 Green 
E2 Green 


ModeVisible = true 
BAL = 1 
MANF = 1 


MAN = 1 
AUTO = 1 
E1=1 
E2=1 


ModeVisible = false 


Object mode 
Balanced mode ModeColor 


Manual Forced mode 
ManModeColor 


Manual mode ManModeColor 
Auto mode AutoModeColor 
E1 mode E1ModeColor 

E2 mode ModeColor 


Mode is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

ModeVisible 4. Mode false, true 

NormalColor 2. Output Value and 3. Unit K11 (Magenta), any color 

Unit 3. Unit % 

ModeColor 4. Mode K5 (Green), any color 

ManModeColor 4. Mode K5 (Green), any color 

AutoModeColor 4. Mode K5 (Green), any color 

E1ModeColor 4. Mode K5 (Green), any color 

SelectAreaColor 1. SelectArea K16 (Black), any color Background color and deletion 


color 


Font 2. Output Value and 3. Unit FA40, any font 
FrameColor 1. SelectFrame K16 (Black), any color 
FrameWidth 1. SelectFrame 2, (1..4) 
NumberOfChar 2. Output Value 7 Include “.” and “-” 
UseDisplayColor 4. Mode false, true true if DisplayColor is used 
DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
4-144 3BSE 001 962R0201 


4.9.8 GCOPD51 


Presentation: 


1. Frame ————~— 


4. High Limit 2 —~ 


5. High Limit 1 —~ 


2. Al Error 


3. MV Value 


6. Low Limit 1 —~ 


7. Low Limit 2 —~ 


Definition Point 


i 


Ds 


AdvaCommand User Interface 
Section 4.9.8 GCOPD51 


Behavior: 
No Description Presentation Condition Remarks 
11 SelectFrame White SELECTED = 1 Object frame 
Black - FrameColor 
1.2 TopLeftEdge Three Dimensions effect 
Grey TopLeftColor 
1.3 BottomRightEdge Three Dimensions effect 
Grey BottomRightColor 
2 Al Error ? Red flashing ALAI = 1 and AU_ST_00 = 1 Unacknowledged signal error 
? Red ALAI = 1 Signal error 
3 Measured Value MV Object value 
- ALAI = 1 Invisible - /O Error 
Red flashing AU_ST_03=1 or UnAck alarm Deviation 
AU_ST_04 = 1 or UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06=1 or UnAck alarm low limit 1 
AU_ST_07=1 UnAck alarm low limit 2 
Red ALDEV = 1 or Alarm Deviation 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Green NormalColor 
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No Description Presentation Condition Remarks 
4 High Limit 2 MVH2 Alarm High limit 2 
—~_" - MVH2 >= MAX Invisible 
Filled Yellow ALLIMH2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIMH2 = 1 and AU_ST_04 = 1 
Unfilled Red flashing AU_ST_04 = 1 
Filled Red ALLIMH2 = 1 
Unfilled Grey - LimitColor 
5 High Limit 1 MVH1 Warning High limit 1 
b— : MVH1 >= MAX Invisible 
Filled Yellow ALLIMH1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIMH1 = 1 and AU_ST_05 = 1 
Unfilled Red flashing AU_ST_05 = 1 
Filled Red ALLIMH1 = 1 
Unfilled Grey : LimitColor 
6 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow ALLIML1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML1 = 1 and AU_ST_06 = 1 
Unfilled Red flashing AU_ST_06=1 
Filled Red ALLIML1 = 1 
Unfilled Grey = LimitColor 
7 Low Limit 2 MVL2 Alarm Low limit 2 
—~( - MVL2 <= MIN Invisible 
Filled Yellow ALLIML2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML2 = 1 and AU_ST_07 = 1 
Unfilled Red flashing AU_ST_07 = 1 
Filled Red ALLIML2 = 1 
Unfilled Grey - LimitColor 


The conditions are in priority order. Underlined parameters are configurable. 
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Section 4.9.8 GCOPD51 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

NormalColor 3. Measured Value K5 (Green), any color 

TopLeftColor 1.2 TopLeftEdge N13 (Grey), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Grey), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 

FrameWidth 1.1 SelectFrame 2, (1..4) 

BarBackColor 3. Measured Value K16 (Black), any color Background color of the bargraph 
LimitColor 4. High Limit 2, 5. High Limit 1, M16 (Grey), any color Color of the limit arrows 


6. Low Limit 1 and 7. Low Limit 2 
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4.9.9 GCOPD52 


Presentation: 


1. Frame ————~— 


3. High SP Limit) 


2. SP Value 


4. Low SP Limit 


Definition Point 


Behavior: 
No Description Presentation Condition Remarks 
11 SelectFrame White SELECTED = 1 Object frame 
Black . FrameColor 
1.2 TopLeftEdge Three Dimensions effect 
Grey TopLeftColor 
1.3 BottomRightEdge Three Dimensions effect 
Grey BottomRightColor 
2 Setpoint Value SP Object setpoint value 
Red flashing AU_ST_00=1 or Unacknowledged signal error 
AU_ST_03 = 1 or UnAck alarm Deviation 
AU_ST_04 =1 or UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06 = 1 or UnAck alarm low limit 1 
AU_ST_07=1 UnAck alarm low limit 2 
Red ALAI = 1 or Signal error 
ALDEV = 1 or Alarm Deviation 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Cyan Norma|Color 
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Section 4.9.9 GCOPD52 


No Description Presentation Condition Remarks 

3 High SP Limit SETPH Upper warning limit setpoint 
- SETPH > MAX Invisible 
Yellow LIMSPH = 1 Limitation line and mesh 
Grey : LimitationColor 

4 Low SP Limit SETPL Lower warning limit setpoint 
- SETPL < MIN Invisible 
Yellow LIMSPL = 1 Limitation line and mesh 
Grey - LimitationColor 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

NormalColor 2. Setpoint Value K9 (Cyan), any color 

TopLeftColor 1.2 TopLeftEdge N13 (Grey), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Grey), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 

FrameWidth 1.1 SelectFrame 2, (1..4) 


BarBackColor 


LimitationColor 


2. Setpoint Value 


3. High SP Limit and 
4. Low SP Limit 


K16 (Black), any color 
M16 (Grey), any color 


Background color of the bargraph 


Color of the limit arrows 
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4.9.10 GCOPD53 


Presentation: 


1. Frame ————~— 


3. High OUT LImit ae 


2. OUT Value 


4. Low OUT Limit 


Definition Point 


AdvaCommand User Interface 
Section 4.9.10 GCOPD53 


Behavior: 
No Description Presentation Condition Remarks 
11 SelectFrame White SELECTED = 1 Object frame 
Black . FrameColor 
1.2 TopLeftEdge Three Dimensions effect 
Grey TopLeftColor 
1.3 BottomRightEdge Three Dimensions effect 
Grey BottomRightColor 
2 Output Value OUT Object output value 
Red flashing AU_ST_00=1 or Unacknowledged signal error 
AU_ST_03 = 1 or UnAck alarm Deviation 
AU_ST_04 =1 or UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06 = 1 or UnAck alarm low limit 1 
AU_ST_07=1 UnAck alarm low limit 2 
Red ALAI = 1 or Signal error 
ALDEV = 1 or Alarm Deviation 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Magenta NormalColor 
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Section 4.9.10 GCOPD53 


No Description Presentation Condition Remarks 
3 High OUT Limit OUTPH Upper warning limit output 
: OUTPH > 100 % Invisible if OUTPH > 
RangeMax 
Yellow LIMOPH = 1 Limitation line and mesh 
Grey - LimitationColor 
4 Low OUT Limit OUTPL Lower warning limit output 
i OUTPL <0 % Invisible if OUTPL < 
RangeMin 
Yellow LIMOPL = 1 Limitation line and mesh 
Grey - LimitationColor 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
NormalColor 2. Output Value K11 (Magenta), any color 
TopLeftColor 1.2 TopLeftEdge N13 (Grey), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Grey), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 
FrameWidth 1.1 SelectFrame 2, (1..4) 
BarBackColor 2. Output Value K16 (Black), any color Background color of the bargraph 
LimitationColor 3. High OUT Limit and M16 (Grey), any color Color of the limit arrows 
4. Low OUT Limit 
RangeMax 3. High OUT Limit 100 
RangeMin 4. Low OUT Limit 0 
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4.9.11 GCOWIO1 


Presentation: 


4. Range Max 
2. Header G EN CON1 —_—_——— 1. Frame 
DESCRIPTION 7. High Limit 2 
3. Status Line M PBxFQ ! . High Limit 1 
. High SP Limit 
17. MV Value —_|- 57.0 . High OUT Limit 
18. Setpoint Value Le 25.0 - Measured Value 
. SP Value 
19. Output Value LL 45.3 . OUT Value 
. Low OUT Limit 
a . Low SP Limit 
. Low Limit 1 
Definition point 20. Warn. Ind Dev 5. Range Min enter 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black ‘ 
2 Header NAME and DESCR Object name and description 
Red flashing AU_ST_00 = 1 or Unacknowledged signal error 
AU_ST_03 = 1 or UnAck alarm Deviation 
AU_ST_04 = 1 or UnAck alarm high limit 2 
AU_ST_05 = 1 or UnAck alarm high limit 1 
AU_ST_06 = 1 or UnAck alarm low limit 1 
AU_ST_07 =1 UnAck alarm low limit 2 
Red ALAI = 1 or Signal error 
ALDEV = 1 or Alarm Deviation 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
Green - Normal 
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Section 4.9.11 GCOWI01 


No Description Presentation Condition Remarks 
3 Status Line Status Line 
3.1. |Mode Bal Green BAL = 1 Balanced mode 
M Fd Green MANF = 1 Manual Forced mode 
M Green MAN = 1 Manual mode 
A Green AUTO = 1 Auto mode 
E1 Green E1=1 F1 mode 
E2 Green E2=1 E2 mode 
3.2 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.3 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
Be Yellow EV_BLK = 1 Event blocked 
3.4 Alarm Indication F Red ALDEV = 1 or Alarm Deviation 
ALLIMH2 = 1 or Alarm high limit 2 
ALLIMH1 = 1 or Alarm high limit 1 
ALLIML1 = 1 or Alarm low limit 1 
ALLIML2 = 1 Alarm low limit 2 
3.5 Signal Error Indication Q Red ALAI = 1 Signal error 
4 Range Max MAX Range Max of the MV value 
Green 
5 Range Min MIN Range Min of the MV value 
Green : 
6 Measured Value Bargraph MV Object measured value 
Green - 
7 High Limit 2 MVH2 Alarm High limit 2 
—~_( - MVH2 >= MAX Invisible 
Filled Yellow ALLIMH2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 

Unfilled Grey 


ALLIMH2 = 1 and AU_ST_04 = 1 


AU_ST_04 = 1 
ALLIMH2 = 1 
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Section 4.9.11 GCOWI01 


No Description Presentation Condition Remarks 
8 High Limit 1 MVH1 Warning High limit 1 
>b— : MVH1 >= MAX Invisible 
Filled Yellow ALLIMH1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIMH1 = 1 and AU_ST_05 = 1 
Unfilled Red flashing AU_ST_05=1 
Filled Red ALLIMH1 = 1 
Unfilled Grey fz 
9 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow ALLIML1 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML1 = 1 and AU_ST_06 = 1 
Unfilled Red flashing AU_ST_06 = 1 
Filled Red ALLIML1 = 1 
Unfilled Grey z 
10 Low Limit 2 MVL2 Alarm Low limit 2 
—~( - MVL2 <= MIN Invisible 
Filled Yellow ALLIML2 = 1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red flashing ALLIML2 = 1 and AU_ST_07 = 1 
Unfilled Red flashing AU_ST_07 =1 
Filled Red ALLIML2 = 1 
Unfilled Grey - 
11 SP Value SP Object setpoint value 
Cyan - 
12 High SP Limit SETPH Upper warning limit setpoint 
- SETPH > MAX Invisible 
Yellow LIMSPH = 1 Limitation line and mesh 
Grey - 
13 Low SP Limit SETPL Lower warning limit setpoint 
. SETPL < MIN Invisible 
Yellow LIMSPL = 1 Limitation line and mesh 
Grey - 
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Section 4.9.11 GCOWI01 


No Description Presentation Condition Remarks 
14 OUT Value OUT Object output value 
INDON = 1 or Invisible 
ONOFCTRL = 1 
Magenta - 
15 High OUT Limit OUTPH Upper warning limit output 
2 INDON = 1 or Invisible 
ONOFCTRL = 1 
- OUTPH > 100 % Invisible 
Yellow LIMOPH = 1 Limitation line and mesh 
Grey - 
16 Low OUT Limit OUTPL Lower warning limit output 
é INDON = 1 or Invisible 
ONOFCTRL = 1 
- OUTPL <0% Invisible 
Yellow LIMOPL = 1 Limitation line and mesh 
Grey - 
17 Measured Value The MV object value 
17.1. | MV Value 222 Red ALAI = 1 Signal error 
Green MV Measured value 
17.2 | MV Unit UNIT Measured unit 
Green - 
18 Setpoint Value The SP object value 
18.1 | SP Value SP Setpoint value 
Cyan - 
18.2 | SP Unit UNIT Setpoint unit 
Cyan - 
19 Output Value The OUT object value 
19.1. | OUT Value OUT Output value 
Magenta INDON = 0 and ONOFCTRL = 0 


19.2 | OUT Unit 


19.3 | Status Indication 


% Magenta 


INDON = 0 and ONOFCTRL = 0 


Output unit 


Status - Square indication 


Filled Green INDON = 1 On 
Unfilled Green INDON = 0 and ONOFCTRL=1 = Off 
20 Warning Indication Deviation Warning indication Deviation 
DEV Red ALDEV = 1 
- ALDEV = 0 Invisible 
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Section 4.10 Process Dialog for Group Start GROUP 


4.10 Process Dialog for Group Start GROUP 
4.10.1 MIN Dialog (No authority key) 


4.10.1.1 Keyboard keys 


| 5. Auto 3. Previous Level 
PU JEL [| Bs) 
; ne J Prev Dialog 
eg Auto ET | E2 9 1H) object |] ext 2. Object Display 


18 (eo 
ee | LO ly 


Figure 4-45. Keyboard keys 


7. Ls 6. i 


Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 
Key 2: Object Display Select: Object Display 

Key 3: Previous Level Select Dynamic keys: Top Level 

Key 4: Man Perform: Set to manual mode MORD_05= 1 

Key 5: Auto Perform: Set to automatic mode MORD_04= 1 

Key 6: Start Perform: Start motor MORD_10= 1 

Key 7: Stop Perform: Stop motor MORD_11 = 1 
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Section 4.10.1 MIN Dialog (No authority key) 


4.10.1.2 Dynamic keys, Top Level 


D1 D2 


Sequence Central 
D6 A Hold D7 eae 


D1: Sequence 


D2: Central 


D3: Local 


D6: Hold 
D7: Instant Stop 


D10:Keyboard... 


4.10.1.3 Dynamic keys, Keyboard 


°! BD start ae Man 


D6 oO Stop D7 


D1: Start 
D2: Man 
D3: Auto 
D6: Stop 
D7: Acknowledge 


D8: Object Display 


4-158 


Acknowledge 


D3 D4 
Local 


D8 Dg 


Figure 4-46. Dynamic keys 


Perform: Set control to Sequence 
Pressed: green text 
Released: white text 


Perform: Set control to Central 
Pressed: green text 
Released: white text 


Perform: Set control to Local 
Pressed: green text 
Released: white text 


Perform: 


Stop the stepping in the sequence. 


Perform: 


Stop the stepping in the sequence. 


Select Dynamic keys: Keyboard 


D3 D4 
Auto 


Object Display i 


Figure 4-47. Dynamic keys 


Perform: Start motor 

Perform: Set to manual mode 
Perform: Set to automatic mode 
Perform: Stop motor 

Perform: Acknowledge 


Select: Object Display 


DS 


aie Keyboard... 


MORD_15 = 1 


MORD_03 = 1 


MORD_00 = 1 


MORD_09 = 1 


MORD_12= 1 


D5 


MORD_10=1 
MORD_05 = 1 
MORD_04 = 1 
MORD_11 = 1 
AL_UNACK = 0 
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Section 4.10.2 MAX Dialog (Authority key) 


4.10.2 MAX Dialog (Authority key) 


4.10.2.1 Keyboard keys 


4. Next Block 


" ye Auto Li 3. Previous Level 
| on] &z. | 
| | | & ("4 | 1. Acknowledge 
16 es) a 


8. Stop 7. Start 


Dialog 
Exit 


2. Object Display 


Y 
auto 


Figure 4-48. Keyboard keys 


Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 
Key 2: Object Display Select: Object Display 
Key 3: Previous Level Select Dynamic keys: Top Level 
Key 4: Next Block Page between the dynamic key sets: 
Block and Keyboard 
Key 5: Man Perform: Set to manual mode MORD_05= 1 
Key 6: Auto Perform: Set to automatic mode MORD_04= 1 
Key 7: Start Perform: Start motor MORD_10= 1 
Key 8: Stop Perform: Stop motor MORD_11 = 1 
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Section 4.10.2 MAX Dialog (Authority key) 


4.10.2.2 Dynamic keys, Top Level 


4-160 


D1 


Sequence 


°° FE Hold 


D 


are 


D2: 


D3: 


D4: 


D5: 


D6: 


D7: 


D8: 


: Sequence 


Central 


Local 


Test 


Out of Service 


Hold 


Instant Stop 


Block... 


D10:Keyboard... 


Central 


Instant 
Stop 


D3 D4 
Local Test 


D8 D9 
Block... 


Figure 4-49. Dynamic keys 


Perform: Set control to Sequence 
Pressed: green text 
Released: white text 


Perform: Set control to Central 
Pressed: green text 
Released: white text 


Perform: Set control to Local 
Pressed: green text 
Released: white text 


Perform: Set control to Test 
Pressed: green text 
Released: white text 


Perform: Set control to Out of Service 
Pressed: green text 
Released: white text 


Perform: 
Stop the stepping in the sequence. 


Perform: 
Stop the stepping in the sequence. 


Select Dynamic keys: Block 
Select Dynamic keys: Keyboard 


a Out of Service 


D10 


Keyboard... 
MORD_15= 1 
MORD_03 = 1 
MORD_00 = 1 
MORD_0O1= 1 
MORD_02 = 1 
MORD_09 = 1 
MORD_12= 1 
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D1 | Start D2 
D6 oO Stop D7 


D1: Start 
D2: Man 
D3: Auto 
D6: Stop 
D7: Acknowledge 


D8: Object Display 


D1 D2 


D6 D7 


D2: Block Alarm 

D3: Block Printout 
D5: Override Interlock 
D7: Deblock Alarm 
D8: Deblock Printout 


D10: Normal Interlock 
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4.10.2.3 Dynamic keys, Keyboard 


Man Auto 


Acknowledge a Object Display ad 


Figure 4-50. Dynamic keys 


Perform: Start motor 

Perform: Set to manual mode 
Perform: Set to automatic mode 
Perform: Stop motor 

Perform: Acknowledge 


Select: Object Display 


4.10.2.4 Dynamic keys, Block 


Block D3 Block D4 
Alarm Printout 

Deblock D8 Deblock D9 
Alarm Printout 


Figure 4-51. Dynamic keys 
Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


AdvaCommand User Interface 
Section 4.10.2 MAX Dialog (Authority key) 


DS 


D10 
MORD_10=1 
MORD_05 = 1 
MORD_04 = 1 
MORD_11= 1 
AL_UNACK = 0 
D5 Override 
Interlock 
D10 Normal 
Interlock 
AL_BLK = 1 
PR_BLK = 1 
MORD_06= 1 
AL_BLK =0 
PR_BLK =0 
MORD_07= 1 
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Section 4.10.3 GRPGR0O1 


4.10.3 GRPGRO1 


Presentation: 


2. Header 


6. Status 


8. Act Pres Text 


Definition point 


.—— 1. Frame 


GROUP1 


Object Description 


A C BX P Bx F 3. Status Line 
TO Seq 4. Error 1 
Fault 3 5. Error 2 


Active Step 


7. Active Step 


Interlock 


INTERLOCK A 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green - Normal 
3 Status Line 
3.1 Mode M Green IND2_05 = 0 and Manual mode 
IND2_02 = 0 and ManModeColor 
IND2_03 = 0 
A Green IND2_05 = 1 and Auto mode 
IND2_02 = 0 and 
IND2_03 = 0 
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No Description Presentation Condition Remarks 
3.2 _ | Point Of Control O Yellow IND2_03 = 1 Out of Service 
T Yellow IND2_02 = 1 Test 
L Green IND2_01 = 1 Local 
S Green IND2_04 = 1 Sequence 
C Green IND2_01=0and Central 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04 =0 
3.3 Interlock Indication X Green IND2_08 = 1 or Safety interlock or 
IND2_09 = 1 or Operator interlock 
IND2_11=1 or 
(IND2_13 = 1 and IND1_12=0) or 
(IND2_00 = 0 and 
(IND2_12 = 1 or 
(IND2_10 = 1 and IND1_12 = 0))) 
BX Red IND2_15=1 Override Interlocks. 
Interlock IB1 or IB3 active 
BX Yellow IND2_00 = 1 Override Interlock 
3.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
3.6 Fault Indication F Red IND1_08 = 1 Collective fault indication 
4 Error 1 TO Seq Red flashing AU_IND1_00 = 1 Time Out Seq. Unack alarm 
TO Step Red flashing AU_IND1_01 =1 Time Out Step Unack alarm 
TO Seq Red IND1_00 = 1 Time Out Sequence alarm 
TO Step Red IND1_01 =1 Time Out Step alarm 
5 Error 2 Fault 3 Red flashing AU_IND1_02 =1 Unack alarm fault 3 
Fault 4 Red flashing AU_IND1_03 = 1 Unack alarm fault 4 
Fault 5 Red flashing AU_IND1_04 = 1 Unack alarm fault 5 
Fault 3 Red IND1_02 = 1 Alarm fault 3 
Fault 4 Red IND1_03 = 1 Alarm fault 4 
Fault 5 Red IND1_04 = 1 Alarm fault 5 
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No Description Presentation Condition Remarks 
6 Status Indication Ig IND2_06 =0 Not Ready for Start 
i IND1_15 =1 Hold 
it IND1_12 = 1 or Run or 
IND1_13 = 1 Sequence in progress 
_f IND2_06 = 1 Ready to start 
IND2_14 = 1 and A-Interlock 
IND2_06 = 1 
Grey IND2_03 = 1 Out of service 
Green flashing IND1_13 = 1 Sequence in Progress 
Green - 
7.1 | Active Step Text Active Step Grey Active Step text 
7.2 Active Step Value Green INTL_RES 


8.1 Interlock Text 


8.2 Act Pres Text 


Interlock Grey 


Interlock text 


ACT_PRES_TEXT 


Actual interlock text 


Yellow IND2_06 =0 Not ready for start 
Green IND2_06 = 1 Ready for start 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FCS50, any font 
ManModeColor 3.1 Mode K5 (Green), any color 
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4.10.4 GRPOBO1 


Presentation: 


2 


ee 


1--| GROUP1 Object Description ALARMS 
PBx TOSeq ——_______++ 3 
PBx TO Step «——__—_____ 4 
PBx Fault = ——_____1 5 
PBx Fault4 ——|——_____+. 6 
PBx Fault5 ——__—_____|+ 7 
INTERLOCKS 
Safety 
C-Interlock 1 Ci 8 
LJ C-tnterlock 2 Ic2 9 
B-Interlocks 
BX IB2 - TEXT 1B2=10 
BX IB4 - TEXT 1B4 +11 
B-Operator Controlled 
BX IB1 - TEXT 1B1 12 
BX IB3 - TEXT 1B3 +13 
A-Interlock 
BX IA - TEXT IA 14 
S STATUS 
28 — > Man ica equence x+ Implemented «+ 15 
27 | © Auto t= [] Central Run J Repeat Fail Blk +. 16 
t= [ Local 
ea ie eee INFO 
on ut of service . | 
Blocking Interlock: Active Step i“ aes Hag : B 1 
26 —__— INTERLOCK A 
| 
21-25 19-20 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green - Normal 
3 ALARMS Alarms 
3.1 Printout Blocked P Yellow PR_BLK =1 Printout blocked 
3.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
3.3 Warning Indication wi Red flashing AU_IND1_00 = 1 Unacknowledged alarm 
wm Red IND1_00 = 1 Alarm 
3.4 Alarm 1 Text TO Seq TXT_BLK_00 = 0 Time Out Sequence 
Red IND1_00 = 1 or AU_IND1_00= 1 
Grey - 
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No Description Presentation Condition Remarks 
41 Printout Blocked P Yellow PR_BLK =1 Printout blocked 
4.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
4.3 Warning Indication wi Red flashing AU_IND1_01 =1 Unacknowledged alarm 
m Red IND1_01 = 1 Alarm 
4.4 Alarm 2 Text TO Step TXT_BLK_01 =0 Time Out Step 
Red IND1_01 = 1 or AU_IND1_01 =1 
Grey - 
51 Printout Blocked P Yellow PR_BLK =1 Printout blocked 
5.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
5.3 Warning Indication gi Red flashing AU_IND1_02 = 1 Unacknowledged alarm 
wm Red IND1_02 = 1 Alarm 
5.4 Alarm 3 Text Fault 3 TXT_BLK_02 =0 Error text for fault 3 
Red IND1_02 = 1 or AU_IND1_02 = 1 
Grey - 
6.1 Printout Blocked P Yellow PR_BLK =1 Printout blocked 
6.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
6.3 Warning Indication i Red flashing AU_IND1_03 = 1 Unacknowledged alarm 
wm Red IND1_03 = 1 Alarm 
6.4 Alarm 4 Text Fault 4 TXT_BLK_03 = 0 Error text for fault 4 
Red IND1_03 = 1 or AU_IND1_03 = 1 
Grey - 
7A Printout Blocked P Yellow PR_BLK =1 Printout blocked 
7.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
7.3 Warning Indication gi Red flashing AU_IND1_04 = 1 Unacknowledged alarm 
wm Red IND1_04 = 1 Alarm 
7.4 Alarm 5 Text Fault 5 TXT_BLK_04 =0 Error text for fault 5 
Red IND1_04 = 1 or AU_IND1_04 = 1 
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No Description Presentation Condition Remarks 
Grey - 
8 INTERLOCKS Interlocks 
8.1 IC1 Active Yellow IND2_08 = 1 Safety Interlock IC 1 active 
8.2 |1IC1 Text C-Interlock 1 Grey Safety Interlock IC1 
9.1 IC2 Active i Yellow IND2_09 = 1 Safety Interlock IC2 active 
9.2 |IC2 Text C-Interlock 2 Grey Safety Interlock IC2 
10.1 | IB2 Blocked BX Yellow IND2_02 = 1 Test mode. Interlock blocked 
10.2 | 1IB2 Active gi Yellow IND2_11 =1 Interlock IB2 active 
10.3 | IB2 Text Green IB2_TXT Interlock text IB2 
11.1. | 1B4 Blocked BX Yellow IND2_02 = 1 Test mode. Interlock blocked 
11.2 |1B4 Active m@ Yellow IND2_13 = 1 Interlock IB4 active 
11.3 | IB4 Text Green IB4_ TXT Interlock IB4 text 
12.1 |1B1 Blocked BX Red IND2_15 = 1 and Override Interlock and Inter- 
(IND2_00 = 1 or IND2_02 = 1) lock IB1 active 
BX Yellow IND2_00 = 1 or IND2_02 = 1 Test mode. Interlock blocked 
12.2 |1B1 Active gi Yellow IND2_10 =1 Interlock IB1 active 
12.3 |1IB1 Text Green IB1_TXT Interlock IB1 text 
13.1 | IB3 Blocked BX Red IND2_15 = 1 and Override Interlock and Inter- 
(IND2_00=1 orIND2_02=1) —/0ck B3 active 
BX Yellow IND2_00 = 1 or IND2_02 = 1 Test mode. Interlock blocked 
13.2 |IB3 Active mi Yellow IND2_12=1 Interlock IB3 active 
13.3 | IB3 Text Green IB3_TXT Interlock IB3 
14.1 | IA Blocked BX Yellow IND2_02 = 1 Test mode. Interlock blocked 
14.2 |1A Active gi Yellow IND2_14 = 1 Interlock IA active 
14.3 |IA Text Green IA_TXT Interlock IA text 
15 STATUS Status 
15.1 | Implemented Indication m@ Green ACT =1 
15.2 | Implemented Text Implemented Grey Implemented 
16.1 Repeat Fail Blocked Indication mw Yellow REPEAT_BLK = 1 The motor can be controlled 
16.2 | Repeat Fail Blocked Text Repeat Fail BIk Repeat Fail Blocked 
Yellow REPEAT_BLK = 1 
Grey - 
17 INFO Info 
17.1 X1 Indication i Red flashing AU_IND1_07 = 1 Unack external alarm X1 
m Red IND1_07 = 1 External alarm 
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No Description Presentation Condition Remarks 
17.2 | X1 Text Green X1_TXT 
18.1 | X2 Indication B Red flashing AU_IND1_11 =1 Unack external alarm X2 
m Red IND1_11 =1 External alarm 
18.2 | X2Text Green X2_TXT 
19.1 | Run Run Grey Run 
19.2 | Status Ix} IND2_06 =0 Not Ready for Start 
if IND1_15 =1 Hold 
ia IND1_12 = 1 or Run or 
IND1_13 = 1 Sequence in progress 
| | IND2_06 = 1 Ready to start 
IND2_14 = 1 and A-Interlock 
IND2_06 = 1 
Grey IND2_03 = 1 Out of service 
Green flashing IND1_13 = 1 Sequence in Progress 
Green - 
20.1 | Active Step Active Step Grey 
20.2 | Active Step Value Green INTL_RES Value of current step 
21.1. | Sequence Indication mm Green IND2_04 = 1 Sequence Controlled 
from groupstart 
21.2 | Sequence Text Sequence 
Green IND2_04 = 1 
Grey - 
22.1 | Central Indication wm Green IND2_01 = 0 and Central Controlled 
IND2_02 = 0 and from operator's place 
IND2_03 = 0 and 
IND2_04=0 
22.2 | Central Text Central 
Green IND2_01 = 0 and 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04=0 
Grey - 
23.1 Local Indication wm Green IND2_01 = 1 Local 
Controlled from local panel 
23.2 | Local Text Local 
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No Description Presentation Condition Remarks 
Green IND2_01 = 1 
Grey - 
24.1 Test Indication Yellow IND2_02 = 1 Test 
Jog running from motor place 
24.2 | Test Text Test 
Yellow IND2_02 = 1 
Grey - 
25.1. | Out of Service Indication Yellow IND2_03 = 1 Out of service 
No control possible 
25.2 | Out of Service Text Out of Service 
Yellow IND2_03 = 1 
Grey - 
26.1 | Blocking Interlock Text Blocking Interlock: Blocking Interlock text 
Grey 
26.2 | Act Pres Text ACT_PRES_TEXT Actual interlock text 
Red IND2_06 =0 Not ready for start 
Yellow IND2_06 = 1 Ready for start 
27.1 | Auto Indication m Green IND2_05 = 1 and Auto mode. Process condi- 
IND2_02 = 0 and tions control start/stop of 
IND2_03 = 0 motor 
27.2 | Auto Text Auto 
Green IND2_05 = 1 and 
IND2_02 = 0 and 
IND2_03 = 0 
Grey - 
28.1 Man Indication Hm Green IND2_05 = 0 and Manual mode. Startorder 
IND2_02 = 0 and affects the motor directly 
IND2_03 = 0 
28.2 | Man Text Man Grey 
Green IND2_05 = 0 and 
IND2_02 = 0 and 
IND2_03 = 0 
Grey - 
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4.10.5 GRPPDO1 


Presentation: 


1.Frame 


2. Mode 


3. Status 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Yellow IND2_00 = 1 Interlock override by operator 
Dotted Yellow AL_BLK = 1 Alarm blocked by operator 
Black 
2 Mode or ModeVisible = true 
Control point * Yellow IND2_02 = 1 and IND2_03 = 0 Test 
A Green IND2_05 = 1 and Auto mode 
IND2_02 = 0 and AutoModeColor 
IND2_03 = 0 
M Green ManModeVisible = true and Manual mode 
IND2_05 = 0 and ManModeColor 
IND2_02 = 0 and 
IND2_03 = 0 
ManModeVisible = false 
S Green IND2_04=1 Sequence Control 
SequenceColor 
L Green IND2_01 = 1 and IND2_04 = 0 Local Contro! LocalColor 
C Green IND2_01 = 0 and IND2_04 =0 Central Contro! CentralGolor 


ModeVisible = false 


Mode is invisible 
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No Description Presentation Condition Remarks 
3 Status IND2_06 =0 Not Ready for Start 
Shape > 
if IND1_15 = 1 Hold 
IND1_12 = 1 or Run or 
IND1_13 = 1 Sequence in progress 
| | IND2_06 = 1 Ready to start 
IND2_14 = 1 and A-Interlock 
A IND2_06 = 1 and 
IND2_02 =0 
color Grey IND2_03 = 1 Out of Service 
Red flashing AU_IND = 1 Alarm Unack 
Red IND1_DIST = 1 Error 
Green flashing IND1_13 = 1 Start/Stop in progress 
SegRunningColor 
Green - OnColor 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
ModelndVisible 2. Mode true, false 
AutoModeColor 2. Mode K5 (Green), any color 
ManModeColor 2. Mode K5 (Green), any color 
ManModeVisible 2. Mode true, false True = Man, False = S, L or C 


SequenceColor 
LocalColor 
CentralColor 
FrameWidth 
OffColor 
OnColor 


SeqRunningColor 


2. Control point 
2. Control point 
2. Control point 
1. SelectFrame 
3. Status 
3. Status 
3. Status 


K5 (Green), any color 
K5 (Green), any color 
K5 (Green), any color 
2, (1..4) 

K16 (Black), any color 


K5 (Green), any color 


N5 (Green flashing), any color 


Light3DColor 3 Three dim. indication L5 (Light Green), any color 
Dark3DColor 3 Three dim. indication M5 (Dark Green), any color 
Font 2. Mode FA40, any font 
UseDisplayColor 2. Mode false, true true if DisplayColor used 
DisplayColor 2. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
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4.10.6 GRPSGO1 


Presentation: 


1 2 3 7 8 
GROUP'1 Object Description AC BX PB F Active Step 7] TO Seq Fault3 INTERLOCKA 
Behavior: 


No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Black : FrameColor 
2 Header NAME and DESCR Object name and description 
Red flashing AU_IND =1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green : Normal 
3 Status Ig IND2_06 =0 Not Ready for Start 
if IND1_15=1 Hold 
IND1_12 = 1 or Run or 
IND1_13 = 1 Sequence in progress 
_f IND2_06 = 1 Ready to start 
VA IND2_14=1 and 
IND2_06 = 1 and A-Interlock 
IND2_02 = 0 
Grey IND2_03 = 1 Out of service 
Green flashing IND1_13 = 1 Sequence in Progress 


Green 
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No Description Presentation Condition Remarks 
41 Mode M Green IND2_05 = 0 and Manual mode 
IND2_02 = 0 and ManModeColor 
IND2_03 = 0 
A Green IND2_05 = 1 and Auto start 
IND2_02 = 0 and AutoModeColor 
IND2_03 = 0 
4.2 | Point Of Control O Yellow IND2_03 = 1 Out of Service 
T Yellow IND2_02 = 1 Test 
L Green IND2_01 = 1 Local LocalColor 
S Green IND2_04 = 1 Sequence SequenceColor 
C Green IND2_01 = 0 and Central CentralColor 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04 =0 
4.3 Interlock Indication X Green IND2_08 = 1 or Safety interlock or 
IND2_09 = 1 or Operator interlock 
IND2_11 =1 or 
(IND2_13 = 1 and IND1_12 = 0) or 
(IND2_00 = 0 and 
(IND2_12 = 1 or 
(IND2_10 = 1 and IND1_12 = 0))) 
BX Red IND2_15 =1 Override Interlocks. Interlock 
IB1 or IB3 active 
BX Yellow IND2_00 = 1 Override Interlock 
4.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
4.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
4.6 Fault Indication F Red IND1_08 = 1 Collective fault indication 
5.1 | Active Step Text Active Step Grey Active Step text 
5.2 Active Step value Green INTL_RES 


4-176 


3BSE 001 962R0201 


AdvaCommand User Interface 


Section 4.10.6 GRPSGO1 


No Description Presentation Condition Remarks 

6 Error 1 TO Seq Red flashing AU_IND1_00 = 1 Time Out Seq. Unack alarm 
TO Step Red flashing AU_IND1_01 =1 Time Out Step Unack alarm 
TO Seq Red IND1_00 = 1 Time Out Sequence alarm 
TO Step Red IND1_01 =1 Time Out Step alarm 

7 Error 2 Fault 3 Red flashing AU_IND1_02 = 1 Unack alarm fault 3 
Fault 4 Red flashing AU_IND1_03 = 1 Unack alarm fault 4 
Fault 5 Red flashing AU_IND1_04 = 1 Unack alarm fault 5 
Fault 3 Red IND1_02 = 1 Alarm fault 3 
Fault 4 Red IND1_03 = 1 Alarm fault 4 
Fault 5 Red IND1_04 = 1 Alarm fault 5 

8 Act Pres Text ACT_PRES_TEXT Actual interlock text 
Red IND2_06 = 0 Not ready for start 
Yellow IND2_06 = 1 Ready for start 

The conditions are in priority order. Underlined parameters are configurable. 

Configuration: 

Parameters Affects Options (bold is default) Remarks 

FrameColor 1. SelectFrame K16 (Black), any color 

NameFont 2. Header Name FCS50, any font 

ManModeColor 4.1 Mode K5 (Green), any color 

AutoModeColor 4.1 Mode K5 (Green), any color 


SequenceColor 
CentralColor 


LocalColor 


4.2 Point Of Control 
4.2 Point Of Control 
4.2 Point Of Control 


K5 (Green), any color 
K5 (Green), any color 


K5 (Green), any color 
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4.10.7 GRPWIO01 


Presentation: 


2. Header ~— 1. Frame 


GROUP1 
Object Description 


3. Status Line A C BX 


4. Error 1 


Fault 3 |~ 5. Error 2 


6. Status 
Active Step 7. Active Step 
8. Act Pres Text INTERLOCK A 
Definition pein 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black : 
2 Header NAME and DESCR Object name and description 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green . Normal 
3 Status Line 
3.1 Mode M Green IND2_05 = 0 and Manual mode 
IND2_02 = 0 and 
IND2_03 = 0 
A Green IND2_05 = 1 and Auto mode 
IND2_02 = 0 and 
IND2_03 = 0 
3.2 | Point Of Control O Yellow IND2_03 = 1 Out of Service 
T Yellow IND2_02=1 Test 
L Green IND2_01=1 Local 
S Green IND2_04 = 1 Sequence 
C Green IND2_01 = 0 and Central 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04 =0 
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No Description Presentation Condition Remarks 
3.3 Interlock Indication X Green IND2_08 = 1 or Safety interlock or 
IND2_09 = 1 or Operator interlock 
IND2_11=1 or 
(IND2_13 = 1 and IND1_12=0) or 
(IND2_00 = 0 and 
(IND2_12 = 1 or 
(IND2_10 = 1 and IND1_ 12 = 0))) 
BX Red IND2_15=1 Override Interlocks. 
Interlock IB1 or IB3 active 
BX Yellow IND2_00 = 1 Override Interlock 
3.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
3.6 Fault Indication F Red IND1_08 = 1 Collective fault indication 
4 Error 1 TO Seq Red flashing AU_IND1_00 = 1 Time Out Seq. Unack alarm 
TO Step Red flashing AU_IND1_01 =1 Time Out Step Unack alarm 
TO Seq Red IND1_00 =1 Time Out Sequence alarm 
TO Step Red IND1_01=1 Time Out Step alarm 
5 Error 2 Fault 3 Red flashing AU_IND1_02 =1 Unack alarm fault 3 
Fault 4 Red flashing AU_IND1_03 = 1 Unack alarm fault 4 
Fault 5 Red flashing AU_IND1_04 = 1 Unack alarm fault 5 
Fault 3 Red IND1_02 = 1 Alarm fault 3 
Fault 4 Red IND1_03 = 1 Alarm fault 4 
Fault 5 Red IND1_04 = 1 Alarm fault 5 
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No Description Presentation Condition Remarks 
6 Status Ix IND2_06 =0 Not Ready for Start 
iI IND1_15 =1 Hold 
IND1_12 = 1 or Run or 
IND1_13 = 1 Sequence in progress 
_f IND2_06 = 1 Ready to start 
IND2_14 = 1 and A-Interlock 
| IND2_06 = 1 
Grey IND2_03 = 1 Out of service 
Green flashing IND1_13 = 1 Sequence in Progress 
Green : 
7.1 | Active Step Text Active Step Grey Active Step text 
7.2 Active Step Value Green INTL_RES 
8 Act Pres Text ACT_PRES_TEXT Actual interlock text 
Red IND2_06 =0 Not ready for start 
Yellow IND2_06 = 1 Ready for start 
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4.11 Process Dialog for User Defined Object GENUSD(1-6) 


4.11.1 MIN Dialog (No authority key) 


4.11.1.1 Keyboard keys 


Ze 


+ = 


Man 


| 


as 


Prev 


a 


Object 


bx 
| 


Dialog 


Exit 


8. Increase 
9. Decrease 


Key 1: 
Key 2: 
Key 3: 
Key 4: 


Key 5: 


Key 6: 
Key 7: 


Key 8: 


Key 8: 


Key 9: 


Key 9: 
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Acknowledge 
Object Trend 
Object Display 
Previous Level 


Next Block 


Man 
Auto 


Increase 


Shift + Increase 


Decrease 


Shift + Decrease 


i“ 


| | | fF: ject 
& 


5. Next Block 
. Previous Level 


3. Object Display 
2. Object Trend 


| 1. Acknowledge 


lw, 


Lo] LO Iv 


Figure 4-52. Keyboard keys 


Perform: 


Acknowledge 


Select: Object Trend 


Select: Object Display 


Select Dynamic keys: Top Level 


Page between the dynamic key sets: 
Extend and Keyboard 


Perform: 
Perform: 


Perform: 


Perform: 


Perform: 


Perform 


Set to manual mode 
Set to automatic mode 


Increase setpoint value 
with 0.5 % 

Increase setpoint 2 value 
with 0.5 % or at least 1.0 


Increase setpoint value 
with 5 % 

Increase setpoint 2 value 
with 5 % or at least 1.0 


Decrease setpoint value 
with 0.5 % 

Decrease setpoint 2 value 
with 0.5 % or at least -1.0 


: Decrease setpoint value 


with 5 % 
Decrease setpoint 2 value 
with 5 % or at least -1.0 


AL_UNACK = 0 


MORD_04= 1 / ORDMAN = 1 
MORD_05 = 1 / ORDAUTO = 1 
SETP 


SETP2 


SETP 


SETP2 


SETP 


SETP2 


SETP 


SETP2 
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4.11.1.2 Dynamic keys, Top Level 


D1 C1 


pe SP 


D1:Cl 
D2: C2 
D3: C3 
D4: C4 
D5: Extend... 


D6: SP 


D7: SP2 


D10:Keyboard... 


4.11.1.3 Dynamic keys, Keyboard 


D1 
A Increase 


Dé 
Vv Decrease 


D 


re 


: Increase 


D2: Man 
D3: Auto 


D6: Decrease 


D 


q 


: Acknowledge 
D8: Object Display 


D9: Object Trend 
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D2 


D7 


D2 


D7 


c2 


SP2 


Man 


Acknowledge 


oe C3 ot C4 


D8 Dg 


Figure 4-53. Dynamic keys 


Perform: Set to C1 mode 
Perform: Set to C2 mode 
Perform: Set to C3 mode 
Perform: Set to C4 mode 
Select Dynamic keys: Extend 


Pressed: Dialog for changing 
Setpoint value, value cyan 


Pressed: Dialog for changing 
Setpoint value, value cyan 


Select Dynamic keys: Keyboard 


D3 D4 
Auto 


Object Display Object Trend 


Figure 4-54. Dynamic keys 


Perform: Increase setpoint value 
with 0.5 % 
Increase setpoint 2 value 
with 0.5 % or at least 1.0 


Perform: Set to manual mode 
Perform: Set to automatic mode 


Perform: Decrease setpoint value 
with 0.5 % 
Decrease setpoint 2 value 
with 0.5 % or at least -1.0 


Perform: Acknowledge 
Select: Object Display 
Select: Object Trend 


ps Extend... 


Ze Keyboard... 


MORD_09 = 1/ORDC1 = 1 
MORD_10= 1 / ORDC2 = 1 
MORD_11=1/ORDC3= 1 
MORD_12=1/ORDC4= 1 


SETP 


SETP2 


DS 


SETP 


SETP2 


MORD_04 = 1 / ORDMAN = 1 
MORD_05 = 1/ ORDAUTO = 1 
SETP 


SETP2 


AL_UNACK = 0 
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Section 4.11.1 MIN Dialog (No authority key) 


4.11.1.4 Dynamic keys, Extend 


D1 M1 


D6 C5 


D1: M1 
D2: M2 
D3: M3 
D4: Standby 
D5: Blocked 
D6: CS 
D7: C6 
D8: C7 
D9: C8 
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D2 


D7 


M2 


Cé 


D3 


D8 


M3 D4 


C7 D9 


Figure 4-55. Dynamic keys 


Perform: 
Perform: 
Perform: 
Perform: 
Perform: 
Perform: 


Perform: 


Perform 


Perform: 


Set to M1 mode 
Set to M2 mode 
Set to M3 mode 
Set to Standby mode 
Set to Blocked mode 
Set to C5 mode 


Set to C6 mode 


: Set to C7 mode 


Set to C8 mode 


Standby Blocked 


C8 


MORD_01=1/ORDM1 = 1 
MORD_02 = 1 /ORDM2 = 1 
MORD_03 = 1 /ORDM3 = 1 
MORD_07 = 1 / ORDSTBY = 1 
MORD_06 = | /ORDBLK = 1 
MORD_13 = 1/ORDC5 = 1 
MORD_14= 1/ORDC6= 1 
MORD_15 = 1/ORDC7 = 1 
MORD_16=1/ORDC8 = 1 
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4.11.2 MAX Dialog (Authority key) 


4.11.2.1 Keyboard keys 


6. Man 5. Next Block 
7. Auto we 4. Previous Level 
[| | = ( pr 
| | jialo: 
Man|/Auto] E1 |) £2 jDistog HT gpiect || Exit” 3. Object Display 
Sa 2. Object Trend 
+ 
8. Increase ——+- Object 1. Acknowledge 
VJ N aa] ae 
9. Decrease —+ v ©) wa 
LX} [QLD] L 
Figure 4-56. Keyboard keys 
Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 
Key 2: Object Trend Select: Object Trend 
Key 3: Object Display Select: Object Display 
Key 4: Previous Level Select Dynamic keys: Top Level 
Key 5: Next Block Page between the dynamic key sets: 
Extend, Block, Limits and Keyboard 
Key 6: Man Perform: Set to manual mode MORD_04= 1 / ORDMAN = 1 
Key 7: Auto Perform: Set to automatic mode MORD_05= 1/ORDAUTO= 1 
Key 8: Increase Perform: Increase setpoint value SETP 
with 0.5 % 
Increase setpoint 2 value SETP2 
with 0.5 % or at least 1.0 
Key 8: Shift + Increase Perform: Increase setpoint value SETP 
with 5 % 
Increase setpoint 2 value SETP2 
with 5 % or at least 1.0 
Key 9: Decrease Perform: Decrease setpoint value SETP 
with 0.5 % 
Decrease setpoint 2 value SETP2 
with 0.5 % or at least -1.0 
Key 9: Shift + Decrease Perform: Decrease setpoint value SETP 
with 5 % 
Decrease setpoint 2 value SETP2 


with 5 % or at least -1.0 
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4.11.2.2 Dynamic keys, Top Level 


a C1 


pe SP 


D1: Cl 
D2: C2 
D3: C3 
D4: C4 
D5: Extend... 


D6: SP 


D7: SP2 


D8: Block... 
D9: Limits... 


D10:Keyboard... 


4.11.2.3 Dynamic keys, Keyboard 


D1 
A Increase 


Dé 
Vv Decrease 


D 


are 


: Increase 


D2: Man 
D3: Auto 


D 


(o>) 


: Decrease 


D7: Acknowledge 
D 


(oe) 


: Object Display 
D 


o 


: Object Trend 
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D2 


D7 


D2 


D7 


C2 


SP2 


Man 


Acknowledge 


C3 C4 


Block... 


Figure 4-57. Dynamic keys 


Perform: Set to C1 mode 
Perform: Set to C2 mode 
Perform: Set to C3 mode 
Perform: Set to C4 mode 
Select Dynamic keys: Extend 


Pressed: Dialog for changing 
Setpoint value, value cyan 


Pressed: Dialog for changing 
Setpoint value, value cyan 


Select Dynamic keys: Block 
Select Dynamic keys: Limits 


Select Dynamic keys: Keyboard 


D3 D4 
Auto 


P8 Object Display Re 


Figure 4-58. Dynamic keys 


Perform: Increase setpoint value 
with 0.5 % 
Increase setpoint 2 value 
with 0.5 % or at least 1.0 


Perform: Set to manual mode 
Perform: Set to automatic mode 


Perform: Decrease setpoint value 
with 0.5 % 
Decrease setpoint 2 value 
with 0.5 % or at least -1.0 


Perform: Acknowledge 
Select: Object Display 
Select: Object Trend 


Object Trend 


ae Extend... 


pe Keyboard... 


MORD_09 = 1/ORDCI1 = 1 
MORD_10= 1/ORDC2 = 1 
MORD_11 =1/ORDC3 = 1 
MORD_12=1/ORDC4=1 


SETP 


SETP2 


DS 


D10 


SETP 


SETP2 


MORD_04 = 1 / ORDMAN = 1 
MORD_05 = 1/ ORDAUTO = 1 
SETP 


SETP2 


AL_UNACK = 0 
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4.11.2.4 Dynamic keys, Dynamic keys, Block 


D1 


D 


pare 


D2: 


D3: 


D6: 


D7: 


D8: 


Block 
Alarm 


Deblock 
Alarm 


: Block Alarm 


Block Printout 


Block Event 


Deblock Alarm 


Deblock Printout 


Deblock Event 


D2 


D7 


Block 
Printout 


Deblock 
Printout 


4.11.2.5 Dynamic keys, Limits 
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D1 


D6 


D1: 


D2: 


D3: 


D5: 


D6: 


D7: 


D8: 


H1 80.00 


L1 20.00 


H1 


H2 


SPH 


SP2H 


L1 


L2 


SPL 


D10:SP2L 


D2 


D7 


H2 90.00 


L2 10.00 


D3 Block 
Event 

D8 Deblock 
Event 


Figure 4-59. Dynamic keys 


Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


D3 


D8 


SP H 70.00 oa 


SP L 20.00 ne 


Figure 4-60. Dynamic keys 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Dialog for changing 


SP2 H 80.00 


SP2 L 30.00 


High Limit 1, value green 


Dialog for changing 


High Limit 2, value green 


Dialog for changing 


Setpoint High, value cyan 


Dialog for changing 


Setpoint 2 High, value cyan 


Dialog for changing 


Low Limit 1, value green 


Dialog for changing 


Low Limit 2, value green 


Dialog for changing 


Setpoint Low, value cyan 


Dialog for changing 


Setpoint 2 Low, value cyan 


DS 


AL_BLK = 1 


PR_BLK = 1 


EV_BLK = 1 


AL_BLK =0 


PR_BLK = 0 


EV_BLK =0 


D10 


MVHI1 


MVH2 


SETPH 


SETP2H 


MVLI1 


MVL2 


SETPL 


SETP2L 
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4.11.2.6 Dynamic keys, Extend 


D1 M1 


D6 C5 


D1: M1 
D2: M2 
D3: M3 
D4: Standby 
D5: Blocked 
D6: CS 
D7: C6 
D8: C7 
D9: C8 
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D2 


D7 


M2 


Ccé 


D3 


D8 


M3 D4 


C7 Dg 


Figure 4-61. Dynamic keys 


Perform: 


Perform: 


Perform 


Perform: 
Perform: 
Perform: 


Perform: 


Perform 


Perform: 


Set to M1 mode 
Set to M2 mode 


: Set to M3 mode 


Set to Standby mode 
Set to Blocked mode 
Set to C5 mode 


Set to C6 mode 


: Set to C7 mode 


Set to C8 mode 


Standby 


C8 


Blocked 


MORD_01 =1/ORDM1 = 1 
MORD_02 = 1 / ORDM2 = 1 
MORD_03 = 1 / ORDM3 = 1 
MORD_07 = 1 / ORDSTBY = 1 
MORD_06 = | / ORDBLK = 1 
MORD_13=1/ORDC5 = 1 
MORD_14= 1/ORDC6 = 1 
MORD_15 = 1/ORDC7 = 1 
MORD_16 = 1/ORDC8 = 1 
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4.11.3 GU1GR01 


Presentation: 


2. Header GENUSD1 ——— 1. Frame 
DESCRIPTION 
X PBxFQ 3. Status Line 
#: Range Max 12. High SP Limit 
7. High Limit 2 
8. High Limit 1 


6. Measured Value 


11. SP Value 
9. Low Limit 1 13. Low SP Limit 
10. Low Limit 2 
5. Range Min 
14. MV Value 


15. Setpoint Value 


16. Status Indicator 


Definition point 


Behavior: 
No |Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black : 
2 Header NAME and DESCR Object name and description 
Red flashing AU_ST_00=1 or Unacknowledged sign. error 1 
AU_ST_01 =1 or Unacknowledged sign. error 2 
AU_ST_02=1 or Unacknowledged alarm 1 
AU_ST_03=1o0r Unacknowledged alarm 2 
AU_ST_04 = 1 or Unacknowledged alarm 3 
AU_ST_05=10r Unacknowledged alarm 4 
AU_ST_06 = 1 or Unacknowledged alarm 5 
AU_ST_07 = 1 Unacknowledged alarm 6 
Red ALQ1 =1 or Signal error 1 
ALQ2 = 1 or Signal error 2 
ALF1 = 1 or Alarm 1 
ALF2 = 1 or Alarm 2 
ALF3 = 1 or Alarm 3 
ALF4 = 1 or Alarm 4 
ALF5 = 1 or Alarm 5 
ALF6 = 1 Alarm 6 
Green - Normal 
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No Description Presentation Condition Remarks 
3 Status Line Status Line 
3.1 Mode M Green MAN = 1 Manual mode ManModeColor 
A Green AUTO = 1 Auto mode 
B Green BLK = 1 Blocked mode 
S Green STBY = 1 Standby mode 
3.2 Control Point M1 Magenta M1 =1 Operator position M1 
M2 Magenta M2 =1 Operator position M2 
M3 Magenta M3 = 1 Operator position M3 
3.3 Interlock Indication X Yellow INTLU1 = 1 or Interlock 1 
INTLU2 = 1 or Interlock 2 
INTLU3 = 1 or Interlock 3 
INTLU4 = 1 or Interlock 4 
INTLU5 = 1 or Interlock 5 
INTLU6 = 1 Interlock 6 
3.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK =1 Alarm blocked by PC-program 
Be Yellow EV_BLK = 1 Event blocked 
3.6 Alarm Indication F Red ALF1 = 1 or Alarm 1 
ALF2 = 1 or Alarm 2 
ALF3 = 1 or Alarm 3 
ALF4 = 1 or Alarm 4 
ALF5 = 1 or Alarm 5 
ALF6 = 1 Alarm 6 
3.7 Signal Error Q Red AALQ1 = 1 or Signal error 1 
ALQ2 = 1 Signal error 2 
4 Range Max MAX Range Max of the MV value 
Green - 
5 Range Min MIN Range Min of the MV value 
Green - 
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No Description Presentation Condition Remarks 
6 Measured Value Bargraph MV Object measured value 
Green : 
7 High Limit 2 MVH2 Alarm High limit 2 
—~( - MVH2 >= MAX Invisible 
Filled Yellow MV > MVH2 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV > MVH2 
Unfilled Grey 
8 High Limit 1 MVH1 Warning High limit 1 
b— : MVH1 >= MAX Invisible 
Filled Yellow MV > MVH1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV > MVH1 
Unfilled Grey 
9 Low Limit 1 MVL1 Warning Low limit 1 
>— - MVL1 <= MIN Invisible 
Filled Yellow MV < MVL1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV < MVL1 
Unfilled Grey ze 
10 Low Limit 2 MVL2 Alarm Low limit 2 
—~| - MVL2 <= MIN Invisible 
Filled Yellow MV < MVL2 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV < MVL2 
Unfilled Grey . 
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No Description Presentation Condition Remarks 

11 SP Value SP Object setpoint value 
Cyan - 

12 High SP Limit SETPH Upper warning limit setpoint 
- SETPH > MAX Invisible 
Yellow SP > SETPH Limitation line and mesh 
Grey - 

13 Low SP Limit SETPL Lower warning limit setpoint 
- SETPL < MIN Invisible 
Yellow SP < SETPL Limitation line and mesh 
Grey - 

14 Measured Value The MV object value 

14.1. | MV MV Grey Text in front of the value 

14.2 | MV Value MV Measured value 
Green 

14.3 | MV Unit UNIT Measured unit 
Green < 

15 Setpoint Value The SP object value 

15.1 | SP SP Grey Text in front of the value 

15.2 | SP Value SP Setpoint value 
Cyan - 

15.3 | SP Unit UNIT Setpoint unit 
Cyan - 

16 Status Indication Status - Square indication 
Filled Green IND1 = 1 On 
Unfilled Green IND1 = 0 and IND2 =1 Off 

The conditions are in priority order. Underlined parameters are configurable. 

Parameters Affects Options (bold is default) Remarks 

NameFont 2. Name FC50, any font 

ManModeColor 3.1 Mode K5 (Green), any color 
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4.11.4 GU10B01 


Presentation: 


7-9 
-—— 10 
eee | ___ 44 
6 ——_+______+ ALARMS 
| | Le P B Hf Q1: Optional text +— 12-19 
P B ll Q2: Optional text 
P B I K1: Optional text 
P B i K2: Optional text 
A - - P B HI K3: Optional text 
P B Mi K4: Optional text 
0.0 | 0.0 P B KS: Optional text 
: ; : P B MIKE: Optional text 
t4 2 tt t INTERLOCKS 
HB U1: Optional text —— 20-25 
Ls . are HB U2: Optional text 
- i He ae ie oe MV 57.0 | M/MIN Hi U3: Optional text 
> Opt. | sp 45.0 | wMIN HB U4: Optional text 
39 ——1> I M3: Opt. text + 12 : US: Optional text 
40——_~ HI Man tr MV2 45.0 |\% Hi U6: Optional text 
41——-~ I Auto r~ 13 ae 33.0 1x STATUS & BLOCKING 
42——Y\/~ lH Blocked zi 2 Hi Implemented +=— 26 
43——__~ I Stand By r~ 14 Hl Repeat Fail Block =+— 27 
IB Event Block =— 28 
33-36 29-32 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AU_ST_00=1o0r Unacknowledged sign. error 1 
AU_ST_01 =1 or Unacknowledged sign. error 2 
AU_ST_02=10r Unacknowledged alarm 1 
AU_ST_03=1o0r Unacknowledged alarm 2 
AU_ST_04 = 1 or Unacknowledged alarm 3 
AU_ST_05 = 1 or Unacknowledged alarm 4 
AU_ST_06 = 1 or Unacknowledged alarm 5 
AU_ST_07 = 1 Unacknowledged alarm 6 
Red ALQ1 = 1 or Signal error 1 
ALQ2 = 1 or Signal error 2 
ALF1 = 1 or Alarm 1 
ALF2 = 1 or Alarm 2 
ALF3 = 1 or Alarm 3 
ALF4 = 1 or Alarm 4 
ALF5 = 1 or Alarm 5 
ALF6 = 1 Alarm 6 
Green - Normal 


3BSE 001 962R0201 


4-195 


AdvaCommand User Interface 


Section 4.11.4 GU1OB01 


No Description Presentation Condition Remarks 
3.1 Section Text Section Grey Text in front of the value 
3.2 Section Value Green PROC_SEC Process section 
4.1 Class Text Class Grey Text in front of the value 
4.2 Class Value Green CLASS Object class 
5.1 Range MV Max MAX Range Max of the MV value 
Green 7 
5.2 Range MV Min MIN Range Min of the MV value 
Green = 
6 Measure Value Trim Curve MV Object measure value 
Green - 
Setpoint Value Trim Curve SP Object setpoint value 
Cyan - 
7 Measured Value Bargraph MV Object value 
Green 5 
7.2 High Limit 2 MVH2 Alarm High limit 2 
—~| - MVH2 >= MAX Invisible 
Filled Yellow MV > MVH2 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV > MVH2 
Unfilled Grey e 
7.3 High Limit 1 MVH1 Warning High limit 1 
>— : MVH1 >= MAX Invisible 
Filled Yellow MV > MVH1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV > MVH1 
Unfilled Grey - 
7.4 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow MV < MVL1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV < MVL1 
Unfilled Grey - 


4-196 


3BSE 001 962R0201 


AdvaCommand User Interface 


Section 4.11.4 GU10B01 


No Description Presentation Condition Remarks 
7.5 Low Limit 2 MVL2 Alarm Low limit 2 
—~_( - MVL2 <= MIN Invisible 
Filled Yellow MV < MVL2 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV < MVL2 
Unfilled Grey 2 
8.1 SP Value SP Object setpoint value 
Cyan - 
8.2 High SP Limit SETPH Upper warning limit setpoint 
- SETPH > MAX Invisible 
Yellow SP > SETPH Limitation line and mesh 
Grey - 
8.3 Low SP Limit SETPL Lower warning limit setpoint 
- SETPL < MIN Invisible 
Yellow SP < SETPL Limitation line and mesh 
Grey - 
9 LIMITATIONS for MV Alarm limits for MV 
9.1 MV Text MV Grey Text in front of the line 
9.2 H2 Text H2 Grey Text in front of the value 
9.3 H2 Value MVH2 High limit 2 value 
Green : 
9.4 H1 Text H1 Grey Text in front of the value 
9.5 H1 Value MVH1 High limit 1 value 
Green Ss 
9.6 L1 Text L1 Grey Text in front of the value 
9.7 L1 Value MVL1 Low limit 1 value 
Green es 
9.8 L2 Text L2 Grey Text in front of the value 
9.9 L2 Value MVL2 Low limit 2 value 
Green - 
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No Description Presentation Condition Remarks 

10 LIMITATIONS for SP Limitations for SP 

10.1 SP Text SP Grey Text in front of the line 

10.2 |H Text H Grey Text in front of the value 

10.3 H Value SETPH Setpoint High value 
Cyan - 

10.4 L Text L Grey Text in front of the value 

10.5 L Value SETPL Setpoint Low value 
Cyan - 

11 LIMITATIONS for SP2 Limitations for SP2 

11.1 SP2 Text SP2 Grey Text in front of the line 

11.2 |H Text H Grey Text in front of the value 

11.3 H Value SETP2H Setpoint High 2 value 
Magenta - 

11.4 L Text L Grey Text in front of the value 

11.5 L Value SETP2L Setpoint Low 2 value 
Magenta = 

12 ALARMS Alarms 

12.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 

12.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 


12.3 Alarm Indication 


@ Red flashing 


ALQ1 = 1 and AU_ST_00 =1 


Signal error 1 


mw Red ALQ1 = 1 
12.4 | User defined text Q1: Optional text User defined text 
Red ALQ1 = 1 or Alarm or 
AU_ST_00 =1 Unacknowledged alarm 
Grey - 
13.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
13.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
BX Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
13.3 Alarm Indication gi Red flashing ALQ2 = 1 and AU_ST_01 =1 Signal error 2 
mw Red ALQ2 = 1 
13.4 | User defined text Q2: Optional text User defined text 
Red ALQ2 = 1 or Alarm or 
AU_ST_01 =1 Unacknowledged alarm 
Grey - 


4-198 


3BSE 001 962R0201 


AdvaCommand User Interface 


Section 4.11.4 GU1OB01 


No Description Presentation Condition Remarks 
14.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
14.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
BX Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
14.3 Alarm Indication i Red flashing ALF1 = 1 and AU_ST_02 =1 Alarm 1 
m Red ALF1 =1 
14.4 | User defined text K1: Optional text User defined text 
Red ALF1 =1 or Alarm or 
AU_ST_02 =1 Unacknowledged alarm 
Grey - 
15.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
15.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
15.3 Alarm Indication i Red flashing ALF2 = 1 and AU_ST_03 =1 Alarm 2 
m Red ALF2 = 1 
15.4 | User defined text K2: Optional text User defined text 
Red ALF2 = 1 or Alarm or 
AU_ST_03 =1 Unacknowledged alarm 
Grey - 
16.1 | Printout Blocked P Yellow PR_BLK =1 Printout blocked 
16.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
16.3 Alarm Indication mi Red flashing ALF3 = 1 and AU_ST_04 =1 Alarm 3 
m Red ALF3 = 1 
16.4 | User defined text K3: Optional text User defined text 
Red ALF3 = 1 or Alarm or 
AU_ST_04 =1 Unacknowledged alarm 
Grey - 
17.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
17.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
BX Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
17.3 Alarm Indication gi Red flashing ALF4 = 1 and AU_ST_05 =1 Alarm 4 
wm Red ALF4 = 1 
17.4 | User defined text K4: Optional text User defined text 
Red ALF4 = 1 or Alarm or 
AU_ST_05 = 1 Unacknowledged alarm 
Grey - 
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No Description Presentation Condition Remarks 
18.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
18.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
18.3 Alarm Indication i Red flashing ALF5 = 1 and AU_ST_06 =1 Alarm 5 
m Red ALF5 = 1 
18.4 | User defined text K5: Optional text User defined text 
Red ALF5 = 1 or Alarm or 
AU_ST_06 = 1 Unacknowledged alarm 
Grey - 
19.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
19.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AUTO_BLK = 1 Alarm blocked by PC-program 
19.3 Alarm Indication i Red flashing ALF6 = 1 and AU_ST_07 =1 Alarm 6 
m Red ALF6 = 1 
19.4 | User defined text K6: Optional text User defined text 
Red ALF6 = 1 or Alarm or 
AU_ST_07 =1 Unacknowledged alarm 
Grey - 
20 INTERLOCKS Interlocks 
20.1 Interlock Indication Yellow INTLU1 = 1 Interlock 1 
20.2 | User defined text U1: Optional text User defined text 
Yellow INTLU1 = 1 Interlocked 
Grey - 
21.1 Interlock Indication gi Yellow INTLU2 = 1 Interlock 2 
21.2 | User defined text U2: Optional text User defined text 
Yellow INTLU2 = 1 Interlocked 
Grey - 
22.1 Interlock Indication gi Yellow INTLU3 = 1 Interlock 3 
22.2 | User defined text U3: Optional text User defined text 
Yellow INTLU3 = 1 Interlocked 
Grey - 
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No Description Presentation Condition Remarks 

23.1 Interlock Indication gi Yellow INTLU4 = 1 Interlock 4 

23.2 | User defined text U4: Optional text User defined text 
Yellow INTLU4 = 1 Interlocked 
Grey - 

24.1 Interlock Indication Bw Yellow INTLUS = 1 Interlock 5 

24.2 | User defined text U5: Optional text User defined text 
Yellow INTLUS5 = 1 Interlocked 
Grey - 

25.1 | Interlock Indication gw Yellow INTLU6 = 1 Interlock 6 

25.2 | User defined text U6: Optional text User defined text 
Yellow INTLU6 = 1 Interlocked 
Grey - 

26 STATUS & BLOCKING Status and Blocking 

26.1 Implemented Indication m@ Green ACT = 1 Implemented 

26.2 | Implemented text Implemented Implemented text 
Grey 

27.1 Repeat Fail Block Indication Yellow RP_BLK = 1 Repeat Fail Block 

27.2 | Repeat Fail Block text Repeat Fail BIk Repeat Fail Block text 
Yellow RP_BLK = 1 
Grey - 

28.1 Event Block Indication mw Yellow EV_BLK = 1 Event Block 

28.2 | Event Block text Event Block Event Block text 
Yellow EV_BLK = 1 
Grey 

29 Measured Value The MV object value 

29.1 MV MV Grey Text in front of the value 

29.2 | MV Value MV Measured value 
Green - 

29.3 | MV Unit UNIT Measured unit 
Green 7 
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No Description Presentation Condition Remarks 
30 Setpoint Value The SP object value 
30.1 SP SP Grey Text in front of the value 
30.2 SP Value SP Setpoint value 
Cyan - 
30.3 SP Unit UNIT Setpoint unit 
Cyan - 
31 Measured 2 Value The MV2 object value 
31.1 MV2 Text MV2 Grey Text in front of the value 
31.2 | MV2 Value MV2 Measured 2 value 
Green - 
31.3. | MV2 Unit UNIT2 Measured 2 unit 
Green - 
32 Setpoint 2 Value The SP2 object value 
32.1 SP2 Text SP2 Grey Text in front of the value 
32.2 SP2 Value SETP2 Setpoint 2 value 
Cyan - 
32.3 SP2 Unit UNIT2 Setpoint 2 unit 
Cyan - 
33.1 | 11 Text I1 Grey /1-text 
33.2 I1 Indication Filled Green IND1 = 1 On - Square indication 
Unfilled Green IND1 =0 Off - Square indication 
34.1 12 Text 12 Grey 12-text 
34.2 12 Indication Filled Green IND2 = 1 On - Square indication 
Unfilled Green IND2 =0 Off - Square indication 
35.1. | 13 Text 13 Grey [3-text 
35.2 I3 Indication Filled Green IND3 = 1 On - Square indication 
Unfilled Green IND3 = 0 Off - Square indication 
36.1 | 14 Text 14 Grey /4-text 
36.2 14 Indication Filled Green IND4 = 1 On - Square indication 
Unfilled Green IND4 =0 Off - Square indication 
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Section 4.11.4 GU10B01 


No Description Presentation Condition Remarks 
37.1 M1 Indication mm Green Mi =1 Operator position indication 
37.2 | User defined text M1: Opt. text User defined text 
Green M1 =1 
Grey - 
38.1 M2 Indication Bw Green M2 = 1 Operator position indication 
38.2 | User defined text M2: Opt. text User defined text 
Green M2 =1 
Grey - 
39.1 M3 Indication mm Green M3 = 1 Operator position indication 
39.2 | User defined text M3: Opt. text User defined text 
Green M3 = 1 
Grey - 
40.1 Man Indication mm Green MAN = 1 Manual mode 
40.2 | Man text Man Man text 
Green MAN = 1 
Grey - 
41.1 Auto Indication m@ Green AUTO = 1 Auto mode 
41.2 | Auto text Auto Auto text 
Green AUTO = 1 
Grey 
42.1 Blocked Indication mm Green BLK = 1 Blocked mode 
42.2 | Blocked text Blocked Blocked text 
Green BLK = 1 
Grey 
43.1. | Stand By indication @ Green filled STBY = 1 Stand By mode 
43.2 | Stand By text Stand By Stand By text 
Green STBY = 1 
Grey - 
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4.11.5 GU1PD01 


Presentation: 


1. Frame —_~ 


4. Control Point 


\ 


M1 


5. Mode 


M X 


6. Interlocks 


wo 


3. Unit 
ones 


57.0} M/MIN 


4 


2. Value 


Definition Point 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_BK = 1 Alarm blocked by operator 
Black - FrameColor 
2 Measured Value MV Object value 
Red flashing AU_ST_00 =1 or AU_ST_01 =1 or Unacknowledged alarm 
AU_ST_02 =1 or AU_ST_03 =1 or 
AU_ST_04 =1 or AU_ST_05 =1 or 
AU_ST_06 =1 or AU_ST_07 =1 
Red ALQ1 = 1 or ALQ2 = 1 or Alarm 
ALF1 = 1 or ALF2 = 1 or 
ALF3 = 1 or ALF4 = 1 or 
ALF5 = 1 or ALF6 = 1 
Green - NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Green UNIT NormalColor 
7 UnitVisible = noSubscription Unit is invisible 
4 Control Point ControlPointVisible = true Object mode 
M1 Magenta M1 =1 Operator position M1 
ControlPointColor 
M2 Magenta M2 =1 Operator position M2 
ControlPointColor 
M3 Magenta M3 = 1 Operator position M3 
ControlPointColor 
‘ ControlPointVisible = false Operator position is invisible 
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No Description Presentation Condition Remarks 
5 Mode ModeVisible = true Object mode 
M Green MAN = 1 Manual mode ManModeColor 
A Green AUTO = 1 Auto mode AutoModeColor 
B Green BLK = 1 Blocked mode ModeColor 
S Green STBY = 1 Standby mode ModeColor 
- ModeVisible = false Mode is invisible 
6 Interlocks InterlockVisible = true Object interlock 
X Yellow INTLU1 = 1 or Interlock 1 InterlockColor 
INTLU2 = 1 or Interlock 2 
INTLU3 = 1 or Interlock 3 
INTLU4 = 1 or Interlock 4 
INTLU5 = 1 or Interlock 5 
INTLU6 = 1 or Interlock 6 


InterlockVisible = false 


Interlock is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
ModeVisible 5. Mode true, false 

ControlPointVisible 4. Control Point true, false 

InterlockVisible 6. Interlocks true, false 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Measured Value and 3. Unit K5 (Green), any color 

ModeColor 5. Mode K5 (Green), any color 

ManModeColor 5. Mode K5 (Green), any color 

AutoModeColor 5. Mode K5 (Green), any color 

ControlPointColor 4. Control Point K11 (Magenta), any color 

InterlockColor 6. Interlocks K3 (Yellow), any color 

SelectAreaColor 1. SelectArea K16 (Black), any color Background color and deletion 


Font 
FrameColor 
FrameWidth 
NumberOfChar 
UseDisplayColor 
DisplayColor 


2. Measured Value and 3. Unit 
1. SelectFrame 

1. SelectFrame 

. Measured Value 


. Mode 


a a nm 


. Mode 


FA40, any font 

K16 (Black), any color 
2, (1..4) 

7 

false, true 


N13 (Black), any color 


color 


Include *.” and “-” 
true if DisplayColor is used 


BG for Mode if UseDisplayColor is 
true 
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4.11.6 GU1PD02 


Presentation: 


1. Frame — 


4. Control Point 


\ 


M1 


5. Mode 


| 


M X 


6. Interlocks 


we 


3. Unit 
eee 


45.0| M/MIN 


a 


2. Value 


Definition Point 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow ALARM_BK = 1 Alarm blocked by operator 
Black - FrameColor 
2 Setpoint Value SP Object setpoint value 
Red flashing AU_ST_00 =1 or AU_ST_01 =1 or Unacknowledged alarm 
AU_ST_02 =1 or AU_ST_03 =1 or 
AU_ST_04 =1 or AU_ST_05 =1 or 
AU_ST_06 =1 or AU_ST_07 =1 
Red ALQ1 = 1 or ALQ2 = 1 or Alarm 
ALF1 = 1 or ALF2 = 1 or 
ALF3 = 1 or ALF4 = 1 or 
ALF5 = 1 or ALF6 = 1 
Cyan - NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Cyan UNIT NormalColor 
: UnitVisible = noSubscription Unit is invisible 
4 Control Point ControlPointVisible = true Object mode 
M1 Magenta M1 =1 Operator position M1 
ControlPointColor 
M2 magenta M2 =1 Operator position M2 
ControlPointColor 
M3 Magenta M3 = 1 Operator position M3 
ControlPointColor 
: ControlPointVisible = false Operator position is invisible 
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No Description Presentation Condition Remarks 
5 Mode ModeVisible = true Object mode 
M Green MAN = 1 Manual mode ManModeColor 
A Green AUTO = 1 Auto mode AutoModeColor 
B Green BLK = 1 Blocked mode ModeColor 
S Green STBY = 1 Standby mode ModeColor 
- ModeVisible = false Mode is invisible 
6 Interlocks InterlockVisible = true Object interlock 
X Yellow INTLU1 = 1 or Interlock 1 InterlockColor 
INTLU2 = 1 or Interlock 2 
INTLU3 = 1 or Interlock 3 
INTLU4 = 1 or Interlock 4 
INTLU5 = 1 or Interlock 5 
INTLU6 = 1 or Interlock 6 


InterlockVisible = false 


Interlock is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
ModeVisible 5. Mode true, false 

ControlPointVisible 4. Control Point true, false 

InterlockVisible 6. Interlocks true, false 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Setpoint Value and 3. Unit K5 (Green), any color 

ModeColor 5. Mode K5 (Green), any color 

ManModeColor 5. Mode K5 (Green), any color 

AutoModeColor 5. Mode K5 (Green), any color 

ControlPointColor 4. Control Point K11 (Magenta), any color 

InterlockColor 6. Interlocks K3 (Yellow), any color 

SelectAreaColor 1. SelectArea K16 (Black), any color Background color and deletion 


Font 
FrameColor 
FrameWidth 
NumberOfChar 
UseDisplayColor 
DisplayColor 


2. Setpoint Value and 3. Unit 
1. SelectFrame 

1. SelectFrame 

. Setpoint Value 

. Mode 


a;oa, 


. Mode 


FA40, any font 

K16 (Black), any color 
2, (1..4) 

7 

false, true 


N13 (Black), any color 


color 


Include *.” and “-” 
true if DisplayColor is used 


BG for Mode if UseDisplayColor is 
true 
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4.11.7 GU1PD51 


Presentation: 


1. Frame ————~+ 


3. High Limit 2 —~ 


4. High Limit 1 —— 


2. MV Value 


5. Low Limit 1 —~— 


6. Low Limit 2 —~— 


Definition Point 


Behavior: 
No Description Presentation Condition Remarks 
14 SelectFrame White SELECTED = 1 Object frame 
Black : FrameColor 
1.2 TopLeftEdge Three Dimensions effect 
Grey TopLeftColor 
1.3 BottomRightEdge Three Dimensions effect 
Grey BottomRightColor 
2 Measured Value MV Object value 
Red flashing AU_ST_00 =1 or AU_ST_01 =1 or Unacknowledged alarm 
AU_ST_02 =1 or AU_ST_03 =1 or 
AU_ST_04 =1 or AU_ST_05 =1 or 
AU_ST_06 =1 or AU_ST_07 =1 
Red ALQ1 = 1 or ALQ2 = 1 or Alarm 
ALF1 = 1 or ALF2 = 1 or 
ALF3 = 1 or ALF4 = 1 or 
ALF5 = 1 or ALF6 = 1 
Green - NormalColor 
3 High Limit 2 MVH2 Alarm High limit 2 
—~( - MVH2 >= MAX Invisible 
Filled Yellow MV > MVH2 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV > MVH2 
Unfilled Grey . LimitColor 
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No Description Presentation Condition Remarks 
4 High Limit 1 MVH1 Warning High limit 1 
>— : MVH1 >= MAX Invisible 
Filled Yellow MV > MVH1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV > MVH1 
Unfilled Grey . LimitColor 
5 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow MV < MVL1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV < MVL1 
Unfilled Grey - LimitColor 
6 Low Limit 2 MVL2 Alarm Low limit 2 
—~_( - MVL2 <= MIN Invisible 
Filled Yellow MV < MVL2 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV < MVL2 
Unfilled Grey : LimitColor 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

NormalColor 2. Measured Value K5 (Green), any color 

TopLeftColor 1.2 TopLeftEdge N13 (Grey), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Grey), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 

FrameWidth 1.1 SelectFrame 2, (1..4) 

BarBackColor 2. Measured Value K16 (Black), any color Background color of the bargraph 
LimitColor 3. High Limit 2, 4. High Limit 1, M16 (Grey), any color Color of the limit arrows 


5. Low Limit 1 and 6. Low Limit 2 
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4.11.8 GU1PD52 


Presentation: 


1. Frame ————~— 


3. High SP Limit _ ii 


2. SP Value 


4. Low SP Limit 


Belinition' oink” 
Behavior: 
No Description Presentation Condition Remarks 
11 SelectFrame White SELECTED = 1 Object frame 
Black - FrameColor 
1.2 TopLeftEdge Three Dimensions effect 
Grey TopLeftColor 
1.3 BottomRightEdge Three Dimensions effect 
Grey BottomRightColor 
2 Setpoint Value SP Object setpoint value 
Red flashing AU_ST_00 =1 or AU_ST_01 =1 or Unacknowledged alarm 
AU_ST_02 =1 or AU_ST_03 =1 or 
AU_ST_04 =1 or AU_ST_05 =1 or 
AU_ST_06 =1 or AU_ST_07 =1 
Red ALQ1 = 1 or ALQ2 = 1 or Alarm 
ALF1 = 1 or ALF2 = 1 or 
ALF3 = 1 or ALF4 = 1 or 
ALF5 = 1 or ALF6 = 1 
Cyan NormalColor 
3 High SP Limit SETPH Upper warning limit setpoint 
- SETPH > MAX Invisible 
Yellow SP > SETPH Limitation line and mesh 
Grey - LimitationColor 
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No Description Presentation Condition Remarks 

4 Low SP Limit SETPL Lower warning limit setpoint 
- SETPL < MIN Invisible 
Yellow SP < SETPL Limitation line and mesh 
Grey ; LimitationColor 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

NormalColor 2. Setpoint Value K9Q (Cyan), any color 

TopLeftColor 1.2 TopLeftEdge N13 (Grey), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Grey), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 

FrameWidth 1.1 SelectFrame 2, (1..4) 


BarBackColor 


LimitationColor 


2. Setpoint Value 


3. High SP Limit and 
4. Low SP Limit 


K16 (Black), any color 
M16 (Grey), any color 


Background color of the bargraph 


Color of the limit arrows 
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Presentation: 


4. Range Max 


2. Header 


GENUSD1 


DESCRIPTION / 


3. Status Line ———__ > 


AdvaCommand User Interface 
Section 4.11.9 GU1WI01 


—=—_—— 1. Frame 


. High SP Limit 


100.0 


. High Limit 2 
. High Limit 1 


M M2 X PBxFQ 


. Measured Value 


14. MV Value ————_|_ 4 57.0 | M/MIN 
|__f 45.0 | M/MIN 


15. Setpoint Value 


. SP Value 
. Low Limit 1 


. Low Limit 2 


16. Status Indicator 


ae 5. Range Min 


Definition point 


. Low SP Limit 


Behavior: 

No Description Presentation Condition Remarks 

1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black Normal 

2 Header NAME and DESCR Object name and description 
Red flashing AU_ST_00=1 or Unacknowledged sign. error 1 


AU_ST_01=10r 
AU_ST_02=1o0r 
AU_ST_03 = 1 or 
AU_ST_04=10r 
AU_ST_05 =1 or 
AU_ST_06 = 1 or 
AU_ST_07 =1 


Red ALQ1 = 1 or 
ALQ2 = 1 or 
ALF1 = 1 or 
ALF2 = 1 or 
ALF3 = 1 or 
ALF4 = 1 or 
ALF5 = 1 or 
ALF6 = 1 


Green - 


Unacknowledged sign. error 2 


Unacknowledged alarm 1 
Unacknowledged alarm 2 
Unacknowledged alarm 3 
Unacknowledged alarm 4 
Unacknowledged alarm 5 
Unacknowledged alarm 6 


Signal error 1 
Signal error 2 
Alarm 1 
Alarm 2 
Alarm 3 
Alarm 4 
Alarm 5 
Alarm 6 


Normal 
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No Description Presentation Condition Remarks 
3 Status Line Status Line 
3.1 Mode M Green MAN = 1 Manual mode 
A Green AUTO = 1 Auto mode 
B Green BLK = 1 Blocked mode 
S Green STBY = 1 Standby mode 
3.2 Control Point M1 Magenta M1 =1 Operator position M1 
M2 Magenta M2 =1 Operator position M2 
M3 Magenta M3 = 1 Operator position M3 
3.3 Interlock Indication X Yellow INTLU1 = 1 or Interlock 1 
INTLU2 = 1 or Interlock 2 
INTLU3 = 1 or Interlock 3 
INTLU4 = 1 or Interlock 4 
INTLU5 = 1 or Interlock 5 
INTLU6 = 1 Interlock 6 
3.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked 
Bx Yellow AUTO_BLK =1 Alarm blocked with 
PC-program 
Be Yellow EV_BLK = 1 Event blocked 
3.6 Alarm Indication F Red ALF1 = 1 or Alarm 1 
ALF2 = 1 or Alarm 2 
ALF3 = 1 or Alarm 3 
ALF4 = 1 or Alarm 4 
ALF5 = 1 or Alarm 5 
ALF6 = 1 Alarm 6 
3.7 Signal Error Q Red ALQ1 = 1 or Signal error 1 
ALQ2 = 1 Signal error 2 
4 Range Max MAX Range Max of the MV value 
Green - 
5 Range Min MIN Range Min of the MV value 
Green - 
6 Measured Value Bargraph MV Object measured value 
Green - 
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No Description Presentation Condition Remarks 
7 High Limit 2 MVH2 Alarm High limit 2 
—~_( - MVH2 >= MAX Invisible 
Filled Yellow MV > MVH2 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV > MVH2 
Unfilled Grey & 
8 High Limit 1 MVH1 Warning High limit 1 
>— i MVH1 >= MAX Invisible 
Filled Yellow MV > MVH1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV > MVH1 
Unfilled Grey - 
9 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow MV < MVL1 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV < MVL1 
Unfilled Grey : 
10 Low Limit 2 MVL2 Alarm Low limit 2 
—_( - MVL2 <= MIN Invisible 
Filled Yellow MV < MVL2 and AL_BLK = 1 
Unfilled Yellow AL_BLK = 1 
Filled Red MV < MVL2 
Unfilled Grey = 
11 SP Value SP Object setpoint value 
Cyan - 
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No Description Presentation Condition Remarks 

12 High SP Limit SETPH Upper warning limit setpoint 
- SETPH > MAX Invisible 
Yellow SP > SETPH Limitation line and mesh 
Grey - 

13 Low SP Limit SETPL Lower warning limit setpoint 
- SETPL < MIN Invisible 
Yellow SP < SETPL Limitation line and mesh 
Grey - 

14 Measured Value The MV object value 

14.1. | MV Value MV Measured value 
Green : 

14.2 | MV Unit UNIT Measured unit 
Green ; 

15 Setpoint Value The SP object value 

15.1 | SP Value SP Setpoint value 
Cyan - 

15.2 | SP Unit UNIT Setpoint unit 
Cyan - 

16 Status Indication Status - Square indication 
Filled Green IND1 = 1 On 
Unfilled Green IND1 = 0 and IND2 =1 Off 
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4.12 Process Dialog for Manual Station MANSTN 


4.12.1 MIN Dialog (No authority key) 


4.12.1.1 Keyboard keys 


| 


ve 


Dialog 
Exit 


Prev 
Object 


auto 


7. increase | 
8. Decrease 


Key 1: Acknowledge 
Key 2: Object Trend 
Key 3: Object Display 
Key 4: Previous Level 
Key 5: Man 
Key 6: E1 


Key 7: Increase 


Key 7: Shift + Increase 
Key 8: 


Decrease 


Key 8: Shift + Decrease 
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i) 


| | | | F ject 
\N 


B10) | @ |v 


Figure 4-62. Keyboard keys 


Perform: Acknowledge 

Select: Object Trend 

Select: Object Display 

Select Dynamic keys: Top Level 


Perform: Set to manual mode 


Perform: Set to externall mode 


Perform: Increase output value 


with 0.5 % if MAN = 1 


Perform: Increase output value 


with 5.0 % if MAN = 1 


Perform: Decrease output value 


with 0.5 % if MAN = 1 


Perform: Decrease output value 


with 5.0 % if MAN = 1 


4. Previous Level 


bx 


3. Object Display 
2. Object Trend 


1. Acknowledge 


AL_UNACK = 0 


MMI MAN = 1/MAN=1 
MMI El =1/E1=1 
MANOUT 


MANOUT 


MANOUT 


MANOUT 
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4.12.1.2 Dynamic keys, Top Level 


D1 D2 D3 D4 
D6 D7 D8 Dg 


OUT 


Figure 4-63. Dynamic keys 


D6: OUT Pressed: Dialog for changing 


Output value, value magenta 


D10: Keyboard... Select Dynamic keys: Keyboard 


4.12.1.3 Dynamic keys, Keyboard 


D1 D2 D3 D4 
A Increase Man E1 


Dé D7 
Vv Decrease Acknowledge 


Object Display Object Trend 


Figure 4-64. Dynamic keys 


D1: Increase Perform: Increase output value 
with 0.5 % if MAN = 1 

D2: Man Perform: Set to manual mode 

D4: E1 Perform: Set to externall mode 


D6: Decrease Perform: Decrease output value 


with 0.5 % if MAN = 1 
D7: Acknowledge Perform: Acknowledge 
D8: Object Display Select: Object Display 


D9: Object Trend Select: Object Trend 
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DS 


ae Keyboard... 


MANOUT 


DS 


D10 


MANOUT 


MMI MAN=1/MAN=1 
MMI El =1/E1=1 
MANOUT 


AL_UNACK = 0 
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4.12.2 MAX Dialog (Authority key) 


4.12.2.1 Keyboard keys 


5. Next Block 
6. Man 7. E1 4. Previous Level 


Ono SOE 


Mon} Auto E1 || E2 ome ér. | 
2. Object Trend 


8. increase—t 5 | | | [om "| 1. Acknowledge 
9. Decrease aaa | Y | <b [ © | a 


Figure 4-65. Keyboard keys 


L 


Dialog 


Exit 3. Object Display 


Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 
Key 2: Object Trend Select: Object Trend 
Key 3: Object Display Select: Object Display 
Key 4: Previous Level Select Dynamic keys: Top Level 
Key 5: Next Block Page between the dynamic key sets: 
Block, Limits and Keyboard 
Key 6: Man Perform: Set to manual mode MMI MAN =1/MAN= 1 
Key 7: E1 Perform: Set to external! mode MMI El =1/El1=1 
Key 8: Increase Perform: Increase output value MANOUT 


with 0.5 % if MAN = 1 


Key 8: Shift + Increase Perform: Increase output value MANOUT 
with 5.0 % if MAN = 1 


Key 9: Decrease Perform: Decrease output value MANOUT 
with 0.5 % if MAN = 1 


Key 9: Shift + Decrease Perform: Decrease output value MANOUT 
with 5.0 % if MAN = 1 
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4.12.2.2 Dynamic keys, Top Level 


D1 D2 D3 D4 D5 Ane 
Block... Limits... 


pe OUT me oe ad pe Keyboard... 


Figure 4-66. Dynamic keys 


D4: Block... Select Dynamic keys: Block 
D5: Limits... Select Dynamic keys: Limits 
D6: OUT Pressed: Dialog for changing MANOUT 


Output value, value magenta 


D10: Keyboard... Select Dynamic keys: Keyboard 


4.12.2.3 Dynamic keys, Keyboard 


D1 D2 D3 D4 D5 
A Increase Man E1 


re Vv Decrease pe Acknowledge oe Object Display 2 Object Trend pie 


Figure 4-67. Dynamic keys 


D1: Increase Perform: Increase output value MANOUT 
with 0.5 % if MAN = 1 
D2: Man Perform: Set to manual mode MMI_MAN=1/MAN=1 
D4: E1 Perform: Set to externall mode MMI E1=1/El1=1 
D6: Decrease Perform: Decrease output value MANOUT 
with 0.5 % if MAN = 1 
D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 
D8: Object Display Select: Object Display 
D9: Object Trend Select: Object Trend 
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4.12.2.4 Dynamic keys, Block 


D1 Block D2 Block D3 D4 Block D5 Block 
Alarm 1 Printout 1 Alarm 2 Printout 2 

Dé Deblock D7 Deblock D8 Dg Deblock D10 Deblock 
Alarm 1 Printout 1 Alarm 2 Printout 2 


Figure 4-68. Dynamic keys 


D1: Block Alarm 1 Pressed: yellow text AL_F1_BLK = 1 
Released: white text 

D2: Block Printout 1 Pressed: yellow text PRINT_F1_BLK = 1 
Released: white text 

D4: Block Alarm 2 Pressed: yellow text AL_F2_BLK=1 
Released: white text 

D5: Block Printout 2 Pressed: yellow text PRINT_F2_BLK = 1 
Released: white text 

D6: Deblock Alarm 1 Pressed: green text AL_F1l_BLK=0 
Released: white text 

D7: Deblock Printout 1 Pressed: green text PRINT_F1l_BLK = 0 
Released: white text 

D9: Deblock Alarm 2 Pressed: green text AL_F2_BLK=0 
Released: white text 

D10: Deblock Printout 2 Pressed: green text PRINT_F2_BLK = 0 


Released: white text 
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4.12.2.5 Dynamic keys, Limits 


Pi 1-80.00 p2 -H2. 90.00 - mt PS QUTH 90.00 


pé Lt 20.00 °7 —-L2- 10.00 oe ad P10 OUTL 10.00 


Figure 4-69. Dynamic keys 


D1: H1 Pressed: Dialog for changing MVH1 
High Limit 1, value green 


D2: H2 Pressed: Dialog for changing MVH2 
High Limit 2, value green 


D5: OUT H Pressed: Dialog for changing OUTPH 
Output High, value magenta 


D6: L1 Pressed: Dialog for changing MVLI1 
Low Limit 1, value green 


D7: L2 Pressed: Dialog for changing MVL2 
Low Limit 2, value green 


D10: OUT L Pressed: Dialog for changing OUTPL 
Output Low, value magenta 
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4.12.3 MANGRO1 


Presentation: 


2. Header MAN STN 1 
DESCRIPTION 
M Incr Op PBx F 
4. Ranges 
6. High Limit 2 
7. High Limit 1 


5. Measured Value 


—~— 1. Frame 


3. Status Line 


11. Limitations 


10. OUT Value 
Soper 12. ACT Value 
9. Low Limit 2 
13. MV Value 
14. Output Value 
15. Actuator Value 
Definition point eee 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green i Normal 
3 Status Line Status Line 
3.1 Mode M Green MAN =1 Manual mode ManModeColor 
E11 Green E1 =1 F1 mode 
3.2 Direction Incr Green MV_DIR = INCREASING Increase 
Decr Green MV_DIR = DECREASING Decrease 
3.3 Actuator position Op Magenta ACT_DIR = OPENING Actuator open 
Cl Magenta ACT_DIR = CLOSING Actuator closed 
3.4 Printout Blocked P Yellow PRINT_F1_BLK = 1 or Printout blocked 
PRINT_F2_BLK =1 
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No Description Presentation Condition Remarks 
3.5 Alarm Blocked B Yellow AL_F1_BLK =1 or Alarm blocked by operator 
AL_F2_BLK = 1 
BX Yellow AL_F1_P_BLK = 1 or Alarm blocked by PC-program 
AL_F2_P_BLK=1 
3.6 Alarm Indication F Red DISTURB = 1 Alarm 
4 Ranges The actuator ranges are omit- 
ted since they always range 
from 0-100%. 
MV Range Max MAX Range Max of the MV value 
Green 
MV Range Min MIN Range Min of the MV value 
Green 
Output Range Max PO_MAX Range Max of the output 
Magenta value 
Output Range Min PO_MIN Range Min of the output value 
Magenta 
5 Measured Value Bargraph MV Object value 
Green : 
6 High Limit 2 MVH2 Alarm High limit 2 
—~_( - MVH2 >= MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_MV>H2 = 1 
Unfilled Red flashing AU_MV>H2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey 7 
7 High Limit 1 MVH1 Warning High limit 1 
>— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MV>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey : 
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No Description Presentation Condition Remarks 
8 Low Limit 1 MVL1 Warning Low limit 1 
>— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - 
9 Low Limit 2 MVL2 Alarm Low limit 
—~_( - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey - 
10 OUT Value Bargraph POUT Object output value 
Magenta “ 
11 Output Limitations Mesh and limitations lines 
11.1 High Limitation OUTPH Upper warning limit output 
= OUTPH > PO_MAX Invisible 
Yellow OUT=HL = 1 
Grey - 
11.2 | Low Limitation OUTPL Lower warning limit output 
- OUTPL < PO_MIN Invisible 
Yellow OUT=LL = 1 
Grey - 
12 Actuator Value Bargraph ACTPOS Actuator value 
Blue CTRL = ON-OFF 
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No Description Presentation Condition Remarks 
13 Measured Value The MV object value 
13.1 | MV MV Grey Text in front of the value 
13.2 | MV Value 22? Red ERR =1 Signal error 
MV Measured value 

Green : 
13.3. | MV Unit UNIT Measured unit 

Green - 
14 Output Value The OUT object value 
14.1. | OUT OUT Grey Text in front of the value 
14.2 | OUT Value POUT Output value 

Magenta - 
14.3. | OUT Unit PO_UNIT Output unit 

Magenta 2 
15 Actuator Value The ACT object value 
15.1. | ACT ACT Grey CTRL = ON-OFF Text in front of the value 
15.2 | ACT Value ACTPOS Actuator value 

Blue CTRL = ON-OFF 
15.3 | ACT Unit Actuator unit 

% Blue CTRL = ON-OFF 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FC50, any font 
ManModeColor 3.1 Mode K5 (Green), any color 
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4.12.4 MANOBO1 


Presentation: 


1 


MANSTN1 DESCRIPTION \\. \seetion2 class 0_| ALARM LIMITS 
Incr Op MV PB 9 H2 90 ~+—10 
100.0 100.0 PB MHI 80~~—11 
5 —_| __ 100.0 _ 100.0 PB Ml 20 =+—12 
100.0 | WN 100.0 PB Ml2 10 ~+—13 
— L al E 
<1 a LIMITATIONS 
OUT MH 90 =1+— 14 
| ae 10 =+—15 
0.0 | D> 0.0 
0.0 <[ 0.0 
0.0 0.0 
T T T 
t-4 t3 t-2 tH t 
- MV 57.6 | M/MIN 
19——~ Hf Man OUT 90.0 l= OUT 60.0 |% 
20—_|—~ gj E1 Extref_1 L- ACT 40.3 |% 
16-18 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green - 
3.1 Section Text Section Grey Text in front of the value 
3.2 Section Value Green PROC_SEC Process section 
4.1 Class Text Class Grey Text in front of the value 
4.2 Class Value Green CLASS Object class 
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No Description Presentation Condition Remarks 
5 Ranges The actuator ranges are omit- 
ted since they always range 
from 0-100%. 
MV Range Max Green MAX 
MV Range Min Green MIN 
OUT Range Max Magenta PO_MAX 
OUT Range Min Magenta PO_MIN 
ACT Range Max 100 Blue 
ACT Range Min 0 Blue 
6 Measure Value Trim Curve MV MV value - Trim curve 
Green 5 
Output Value Trim Curve POUT AUT value - Trim curve 
Magenta : 
Output Value Trim Curve ACTPOS ACT value - Trim curve 
Blue CTRL = ON-OFF 
7.1 Direction Incr Green MV_DIR = INCREASING Increase 
Decr Green MV_DIR = DECREASING Decrease 
7.2 Measured Value Bargraph MV Object value 
Green - 
7.3 High Limit 2 MVH2 Alarm High limit 2 
—~( - MVH2 >= MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_MV>H2 = 1 
Unfilled Red flashing AU_MV>H2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey - 
7.4 High Limit 1 MVH1 Warning High limit 1 
>— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 


Filled Red 


Unfilled Grey 


MV>H1 = 1 and AU_MV>H1 = 1 
AU_MV>H1 = 1 


MV>H1 = 1 
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No Description Presentation Condition Remarks 
7.5 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - 
7.6 Low Limit 2 MVL2 Alarm Low limit 
—~_( - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey - 
8.1 Open or Closed Op Green ACT_DIR = OPENING Open or close information 
Cl Green ACT_DIR = CLOSING 
8.2 OUT Value Bargraph POUT Object output value 
Magenta - 
8.3 High Limitation OUTPH Upper warning limit output 
- OUTPH > PO_MAX Invisible 
Yellow OUT=HL = 1 High Limitation 
Grey - 
8.4 Low Limitation OUTPL Lower warning limit output 
- OUTPL < PO_MIN Invisible 
Yellow OUT=LL = 1 Low Limitation 
Grey - 
9 Actuator Value Bargraph ACTPOS Object actuator value 
Blue CTRL = ON-OFF 
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No Description Presentation Condition Remarks 
10 ALARM LIMITS for MV Alarm limits for MV 
10.1 Printout Blocked P Yellow PRINT_F2_BLK = 1 Printout Blocked. 
10.2 | Alarm Blocked B Yellow AL_F2_BLK =1 Alarm blocked by operator 
Bx Yellow AL_F2_P_BLK =1 Alarm blocked by PC-program 
10.3 | Alarm Indication i Red flashing AU_MV>R2 =1 Alarm High limit 2 
m Red MV>H2 = 1 
10.4 |H2 Text H2 Grey Text in front of the value 
10.5 |H2 Value MVH2 High limit 2 value 
Green : 
11.1 Printout Blocked P Yellow PRINT_F1_BLK = 1 Printout Blocked. 
11.2 | Alarm Blocked B Yellow AL_F1_BLK =1 Alarm blocked by operator 
BX Yellow AL_F1_P_BLK =1 Alarm blocked by PC-program 
11.3 | Alarm Indication gi Red flashing AU_MV>H1 =1 Warning High limit 1 
wm Red MV>H1 = 1 
11.4 |H1 Text H1 Grey Text in front of the value 
11.5 |H1 Value MVH1 High limit 1 value 
Green : 
12.1 Printout Blocked P Yellow PRINT_F1_BLK = 1 Printout Blocked. 
12.2 | Alarm Blocked B Yellow AL_F1_BLK =1 Alarm blocked by operator 
Bx Yellow AL_F1_P_BLK =1 Alarm blocked by PC-program 
12.3 | Alarm Indication gi Red flashing AU_MV<L1 =1 Warning Low limit 1 
m Red MV<L1 = 1 
12.4 |L1 Text L1 Grey Text in front of the value 
12.5 |L1 Value MVL1 Low limit? value 
Green 7 
13.1 Printout Blocked P Yellow PRINT_F2_BLK = 1 Printout Blocked. 
13.2 | Alarm Blocked B Yellow AL_F2_BLK =1 Alarm blocked by operator 
Bx Yellow AL_F2_P_BLK =1 Alarm blocked by PC-program 
13.3 | Alarm Indication @ Red flashing AU_MV<L2 =1 Alarm Low limit 2 
m Red MV<L2 = 1 
13.4 |L2 Text L2 Grey Text in front of the value 
13.5 |L2 Value MVL2 Low limit 2 value 
Green : 
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No Description Presentation Condition Remarks 
14 LIMITATIONS for OUT Limitations for OUT 
14.1. | OUT Text OUT Grey Text in front of the line 
14.2 | Warning Indication Yellow OUT=HL = 1 Warning Output High 
14.3 |H Text H Grey Text in front of the value 
14.4 |H Value OUTPH Output High value 

Magenta - 
15.1. | Warning Indication Yellow OUT=LL = 1 Warning Output Low 
15.2 |L Text L Grey Text in front of the value 
15.3 |L Value OUTPL Output Low value 

Magenta - 
16.1. | MV Text MV Grey Text in front of the value 
16.2 | MV Value 22? Red ERR = 1 Signal error 

MV Measured value 

Green - 
16.3. | MV Unit UNIT Measured unit 

Green 
17.1 | OUT Text OUT Grey Text in front of the value 
17.2 | OUT Value POUT Output value 

Magenta - 
17.3. | OUT Unit PO_UNIT Output unit 

Magenta - 
18 Actuator Value The ACT object value 
18.1 | ACT ACT Grey CTRL = ON-OFF Text in front of the value 
18.2 | ACT Value ACTPOS Actuator value 

Blue CTRL = ON-OFF 
18.3 | ACT Unit Actuator unit 

% Blue CTRL = ON-OFF 
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No Description Presentation Condition Remarks 
19.1 | Man indication m Green MAN = 1 Manual mode 
19.2 | Man Text Man Text behind the indication 
Green MAN = 1 
Grey - 
19.3 | Man Out Text OUT Grey Text in front of the value 
19.4 | Man Out Value MANOUT Man Out value 
Magenta MAN = 1 Manual mode 
Grey - 
20.1 | E1 indication mw Green E1=1 E1 mode 
20.2 | E1 Text E1 Grey Text behind the indication 
Green E1=1 
Grey - 
20.3 | E1 Name E1NAME User text behind the text E1 
Green E1=1 
Grey - 
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4.12.5 MANPDO1 


Presentation: 


2. Value 
1. Frame 


A = 4. Mode 


57.6| M/MIN -——— 3. unit 


Definition Point 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_F1_BLK = 1 or Alarm blocked by operator 
AL_F2_BLK =1 
Black a FrameColor 
2 Measured Value MV Object value 
? 2? ? Red flashing ERR = 1 and Unacknowledged signal error 
AL_UNACK = 1 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
22? Red ERR =1 Signal error 
Red DISTURB =1 Alarm 
Green . NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Green UNIT NormalColor 
= UnitVisible = noSubscription Unit is invisible 
4 Mode ModeVisible = true Object mode 
M Green MAN = 1 Manual mode ManModeGolor 
E1Green E1=1 E1 mode E1ModeColor 
- ModeVisible = false Mode is invisible 


The conditions are in priority order. Underlined parameters are configurable. 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 

ModeVisible 4. Mode true, false 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Measured Value and 3. Unit K5 (Green), any color 

ManModeColor 4. Mode K5 (Green), any color 

E1ModeColor 4. Mode K5 (Green), any color 

SelectAreaColor 1. SelectArea K16 (Black), any color Background color and deletion 


color 


Font 2. Measured Value and 3. Unit FA40, any font 
FrameColor 1. SelectFrame K16 (Black), any color 
FrameWidth 1. SelectFrame 2, (1..4) 
NumberOfChar 2. Measured Value 7 Include “.” and “-” 
UseDisplayColor 4. Mode false, true true if DisplayColor used 
DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
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4.12.6 MANPDO2 


Presentation: 


2. Value 
1. Frame 
A 4. Mode 
60.0'% 3. Unit 
Definition Point 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_F1_BLK = 1 or Alarm blocked by operator 
AL_F2_BLK = 1 
Black - FrameColor 
2 Output Value POUT Object ratio value 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Magenta - NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Magenta PO_UNIT NormalColor 
- UnitVisible = noSubscription Unit is invisible 
4 Mode ModeVisible = true Object mode 
M Green MAN = 1 Manual mode ManModeColor 
E1Green E1=1 E1 mode E1ModeColor 
ModeVisible = false Mode is invisible 


The conditions are in priority order. Underlined parameters are configurable. 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 

ModeVisible 4. Mode false, true 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Setpoint Value and 3. Unit K11(Magenta), any color 

ManModeColor 4. Mode K5 (Green), any color 

E1ModeColor 4. Mode K5 (Green), any color 

SelectAreaColor 1. SelectArea K16 (Black), any color Background color and deletion 
color 

Font 2. Setpoint Value and 3. Unit FA40, any font 

FrameColor 1. SelectFrame K16 (Black), any color 

FrameWidth 1. SelectFrame 2, (1..4) 

NumberOfChar 2. Setpoint Value 7 Include “.” and “-” 

UseDisplayColor 4. Mode false, true true if DisplayColor used 

DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
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4.12.7 MANPD51 


Presentation: 


1. Frame ————~> 


4. High Limit 2 —o<§ 


5. High Limit 1 —— 


2. Al Error 


3. MV Value 


6. Low Limit 1 —~ 


7. Low Limit 2 —~— 


ae 


Definition Point 


Behavior: 
No Description Presentation Condition Remarks 
11 SelectFrame White SELECTED = 1 Object frame 
Black é FrameColor 
1.2 TopLeftEdge Three Dimensions effect 
Grey TopLeftColor 
1.3 BottomRightEdge Three Dimensions effect 
Grey BottomRightColor 
2 Al Error ? Red flashing ERR = 1 and Unacknowledged signal error 
AL_UNACK = 1 
? Red ERR = 1 Signal error 
3 MV Value MV Object value 
- ERR = 1 Invisible - /O Error 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green 7 NormalColor 
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No Description Presentation Condition Remarks 
4 High Limit 2 MVH2 Alarm High limit 2 
—~_" - MVH2 >= MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_LMV>H2 = 1 
Unfilled Red flashing AU_MV>h2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey . LimitColor 
5 High Limit 1 MVH1 Warning High limit 1 
b— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MV>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey < LimitColor 
6 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - LimitColor 
7 Low Limit 2 MVL2 Alarm Low limit 
—~( - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey : LimitColor 


The conditions are in priority order. Underlined parameters are configurable. 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 

NormalColor 3. Measured Value K5 (Green), any color 

TopLeftColor 1.2 TopLeftEdge N13 (Grey), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Grey), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 

FrameWidth 1.1 SelectFrame 2, (1..4) 

BarBackColor 3. Measured Value K16 (Black), any color Background color of the bargraph 
LimitColor 4. High Limit 2, 5. High Limit 1, M16 (Grey), any color Color of the limit arrows 


6. Low Limit 1 and 7. Low Limit 2 
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4.12.8 MANPD52 


Presentation: 


1. Frame ——————— 


3. High Limitation 


2. Out Value 


4. Low Limitation 


Definition Point 


Behavior: 

No Description Presentation Condition Remarks 

11 SelectFrame White SELECTED = 1 Object frame 
Black FrameColor 

1.2 TopLeftEdge Three Dimensions effect 
Grey - TopLeftColor 

1.3 BottomRightEdge Three Dimensions effect 
Grey - BottomRightColor 

2 Out Value POUT Object output value 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red ERR = 1 or Alarm 

DISTURB =1 

Magenta - NormalColor 

3 High Limitation OUTPH Upper warning limit output 
= OUTPH > PO_MAX Invisible 
Yellow OUT=HL = 1 
Grey - LimitationColor 
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No Description Presentation Condition Remarks 
4 Low Limitation OUTPL Lower warning limit output 
- OUTPL < PO_MIN Invisible 
Yellow OUT=LL = 1 
Grey - LimitationColor 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
NormalColor 2. Out Value K11 (Magenta), any color 
TopLeftColor 1.2 TopLeftEdge N13 (Grey), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Grey), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 
FrameWidth 1.1 SelectFrame 2, (1..4) 
BarBackColor 2. Out Value K16 (Black), any color Background color of the bargraph 
LimitationColor 3. High Limitation and M16 (Grey), any color Color of the limit arrows 
4. Low Limitation 
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4.12.9 MANWIO1 


Presentation: 


2. Header MANSTN1 —=—_— 1. Frame 
DESCRIPTION Incr Op 4. Ranges 
3. Status Line —_+ M P Bx F 100.0 | -_—. 6. High Limit 2 
| _— 7. High Limit 1 
13. MV Value 57.6 | M/MIN 5. Measured Value 
14. Output Value ——+ 60.0 | % 10. OUT Value 
15. Actuator Value —+ 40.3 | % i Pee 
0.0 8. Low Limit 1 
od 9. Low Limit 2 
Definition point 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green . Normal 
3 Status Line Status Line 
3.1 Mode M Green MAN =1 Manual mode 
E11 Green E1 =1 E1 mode 
3.2 Direction Incr Green MV_DIR = INCREASING Increase 
Decr Green MV_DIR = DECREASING Decrease 
3.3 Actuator position Op Magenta ACT_DIR = OPENING Actuator open 
Cl Magenta ACT_DIR = CLOSING Actuator closed 
3.4 Printout Blocked P Yellow PRINT_F1_BLK = 1 or Printout blocked 
PRINT_F2_BLK =1 
3.5 Alarm Blocked B Yellow AL_F1_BLK =1 or Alarm blocked by operator 
AL_F2_BLK = 1 
Bx Yellow AL_F1_P_BLK = 1 or Alarm blocked by PC-program 
AL_F2_P_BLK = 1 
3.6 Alarm Indication F Red DISTURB = 1 Alarm 
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No Description Presentation Condition Remarks 
4 Ranges 

MV Range Max MAX Range Max of the MV value 
Green 

MV Range Min MIN Range Min of the MV value 
Green 

5 Measured Value Bargraph MV Object value 
Green 
6 High Limit 2 MVH2 Alarm High limit 2 

—~( - MVH2 >= MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_MV>H2 = 1 
Unfilled Red flashing AU_MV>h2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey : 

7 High Limit 1 MVH1 Warning High limit 1 

>— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MVs>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey : 

8 Low Limit 1 MVL1 Warning Low limit 1 

>b— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 =1 
Unfilled Grey - 

4-244 3BSE 001 962R0201 


AdvaCommand User Interface 


Section 4.12.9 MANWIO1 


No Description Presentation Condition Remarks 
9 Low Limit 2 MVL2 Alarm Low limit 
- MVL2 <= MIN Invisible 


—{ 


Filled Yellow 
Unfilled Yellow 
Filled Red flashing 


MV<L2 = 1 and AL_F2_BLK = 1 


AL_F2_BLK =1 
MV<L2 = 1 and AU_MV<L2 =1 


Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey : 
10 OUT Value Bargraph POUT Object value 
Magenta - 
11 Output Limitations Mesh and limitations lines 
11.1 High Limitation OUTPH Upper warning limit output 
- OUTPH > PO_MAX Invisible 
Yellow OUT=HL = 1 
Grey - 
11.2 | Low Limitation OUTPL Lower warning limit output 
+ OUTPL < PO_MIN Invisible 
Yellow OUT=LL = 1 
Grey - 
12 Actuator Value Bargraph ACTPOS Actuator value 
Blue CTRL = ON-OFF 
13 Measured Value The MV object value 
13.1 | MV MV Grey Text in front of the value 
13.2 | MV Value 22? Red ERR =1 Signal error 
MV Measured value 
Green 
13.3. | MV Unit UNIT Measured unit 
Green . 
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No Description Presentation Condition Remarks 
14 Output Value The OUT object value 
14.1. | OUT OUT Grey Text in front of the value 
14.2 | OUT Value POUT Output value 

Magenta - 
14.3. | OUT Unit PO_UNIT Output unit 

Magenta - 
15 Actuator Value The ACT object value 
15.1. | ACT ACT Grey CTRL = ON-OFF Text in front of the value 
15.2 | ACT Value ACTPOS Actuator value 

Blue CTRL = ON-OFF 
15.3 | ACT Unit Actuator unit 

% Blue CTRL = ON-OFF 
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4.13 Process Dialog for Motor Control MOTCON 


4.13.1 MIN Dialog (No authority key) 


4.13.1.1 Keyboard keys 


5. Next Block 


6. iy oe we 4. Previous Level 
IL) | Br 
| | ro 
Object 


v . 
A U to Dialog 


Dislg 


3. Object Display 


Exit 


2. Object Trend 


Object Ln) | | 1. Acknowledge 


9. Stop 8. Start 


Figure 4-70. Keyboard keys 


Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 
Key 2: Object Trend Select: Object Trend 
Key 3: Object Display Select: Object Display 
Key 4: Previous Level Select Dynamic keys: Top Level 
Key 5: Next Block Page between the dynamic key sets: 
Order and Keyboard 
Key 6: Man Perform: Set to manual mode MORD_05= 1 
Key 7: Auto Perform: Set to automatic mode MORD_04= 1 
Key 8: Start Perform: Start motor MORD_10= 1 
Key 9: Stop Perform: Stop motor MORD_11 = 1 
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4.13.1.2 Dynamic keys, Top Level 


D1 D2 D3 D4 DS 
Sequence Central Local 


Pe Vv Rev/Low ae & Forw/High me oe Order... pe Keyboard... 


Figure 4-71. Dynamic keys 


D1: Sequence Perform: Set control to Sequence MORD_15 = 1 
Pressed: green text 
Released: white text 


D2: Central Perform: Set control to Central MORD_03 = 1 
Pressed: green text 
Released: white text 


D3: Local Perform: Set control to Local MORD_00= 1 
Pressed: green text 
Released: white text 


D6: Rev/Low Perform: Set direction to Reverse/Low MORD_09= 1 
D7: Forw/High Perform: Set direction to Forward/High MORD_08 = 1 
D9: Order... Select Dynamic keys: Order 

D10:Keyboard... Select Dynamic keys: Keyboard 


4.13.1.3 Dynamic keys, Order 


mt Order 1 re Order 2 PS Order 3 DY PS 


D6 D7 D8 Dg D10 


Figure 4-72. Dynamic keys 


D1: Order 1 Perform: Order 1 MORD_12=1 
D2: Order 2 Perform: Order 2 MORD_13=1 
D3: Order 3 Perform: Order 3 MORD_14=1 
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4.13.1.4 Dynamic keys, Keyboard 


e HE star a 
Dé 1 stop D7 


D1: Start 
D2: Man 
D3: Auto 
D6: Stop 
D7: Acknowledge 
D 


(oe) 


: Object Display 
D 


o 


: Object Trend 
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Man Auto 


Acknowledge oe Object Display is Object Trend 


Figure 4-73. Dynamic keys 


Perform: Start motor 

Perform: Set to manual mode 
Perform: Set to automatic mode 
Perform: Stop motor 

Perform: Acknowledge 

Select: Object Display 

Select: Object Trend 


DS 


D10 


MORD_10=1 
MORD_05 = 1 
MORD_04 = 1 
MORD_11= 1 
AL_UNACK = 0 
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4.13.2 MAX Dialog (Authority key) 


4.13.2.1 Keyboard keys 


5. Next Block 
4. Previous Level 


me Jf 


oe 


| 
Dialog 
| 


Prev 
Object 


Dialog 


Exit 3. Object Display 


2. Object Trend 


Object 


Lan) J 1. Acknowledge 


EJ (1%) LO lv 


Key 1: Acknowledge 
Key 2: Object Trend 
Key 3: Object Display 
Key 4: Previous Level 


Key 5: Next Block 


Key 6: Man 
Key 7: Auto 
Key 8: Start 


Key 9: Stop 
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9. Stop 8. Start 


Figure 4-74. Keyboard keys 


Perform: Acknowledge 


Select: Object Trend 


Select: Object Display 


Select Dynamic keys: Top Level 


Page between the dynamic key sets: 
Block, Order and Keyboard 


Perform: Set to manual mode 


Perform: Set to automatic mode 


Perform: Start motor 


Perform: Stop motor 


AL_UNACK = 0 
MORD_05 = 1 
MORD_04= 1 
MORD_10=1 
MORD_11 = 1 


3BSE 001 962R0201 


AdvaCommand User Interface 
Section 4.13.2 MAX Dialog (Authority key) 


4.13.2.2 Dynamic keys, Top Level 


oh Sequence a Central ps Local oe Test Be Out of Service 


ie Vv Rev/Low OE A Forw/High a Block... Gs Order... Keyboard... 


Figure 4-75. Dynamic keys 


D1: Sequence Perform: Set control to Sequence MORD_15= 1 
Pressed: green text 
Released: white text 
D2: Central Perform: Set control to Central MORD_03 = 1 
Pressed: green text 
Released: white text 
D3: Local Perform: Set control to Local MORD_00= 1 
Pressed: green text 
Released: white text 
D4: Test Perform: Set control to Test MORD_01=1 
Pressed: green text 
Released: white text 
D5: Out of Service Perform: Set control to Out of Service MORD_02=1 
Pressed: green text 
Released: white text 
D6: Rev/Low Perform: Set direction to Reverse/Low MORD_09= 1 
D7: Forw/High Perform: Set direction to Forward/High MORD_08 = 1 
D8: Block... Select Dynamic keys: Block 
D9: Order... Select Dynamic keys: Order 
D10:Keyboard... Select Dynamic keys: Keyboard 
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4.13.2.3 Dynamic keys, Keyboard 


Ct ster Pe Man - Auto mt Be 


Re TC Stop ae Acknowledge a Object Display ae Object Trend hu 


Figure 4-76. Dynamic keys 


D1: Start Perform: Start motor MORD_10=1 
D2: Man Perform: Set to manual mode MORD_05 = 1 

D3: Auto Perform: Set to automatic mode MORD_04 = 1 

D6: Stop Perform: Stop motor MORD_11 = 1 

D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 
D8: Object Display Select: Object Display 

D9: Object Trend Select: Object Trend 


4.13.2.4 Dynamic keys, Order 


a Order 1 pe Order 2 2 Order 3 a 28 


D6 D7 D8 Dg D10 


Figure 4-77. Dynamic keys 


D1: Order 1 Perform: Order 1 MORD_12=1 
D2: Order 2 Perform: Order 2 MORD_13=1 
D3: Order 3 Perform: Order 3 MORD_14=1 
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4.13.2.5 Dynamic keys, Block 


D1 D2 Block 
Alarm 

D6 D7 Deblock 
Alarm 


D2: Block Alarm 


D3: Block Printout 


D5: Override Interlock 


D7: Deblock Alarm 


D8: Deblock Printout 


D10: Normal Interlock 
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D3 Block D4 
Printout 

D8 Deblock Dg 
Printout 


Figure 4-78. Dynamic keys 
Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


D5 Override 
Interlock 


D10 Normal 
Interlock 


AL_BLK = 1 


PR_BLK = 1 


MORD_06 = 1 


AL_BLK =0 


PR_BLK = 0 


MORD_07 = 1 
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4.13.3 MOTGRO1 


Presentation: 


2. Header MOTCON 1 —— 1. Frame 


Object Description 


A C BX P Bx F 3. Status Line 
4. Error 1 
5. Error 2 
6. Status 7. Direction 
9. Bargraph 10. Limit Indication 
Interlock 
8. Interlock Text INTERLOCK B 


Definition point 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green - Normal 
3 Status Line Status Line 
3.1 Mode M Green IND2_05 = 0 and Manual mode 
IND2_02 = 0 and ManModeColor 
IND2_03 = 0 
A Green flashing IND2_05 = 1 and Indicates AutoStart 
IND2_02 = 0 and Init Not Performed 
IND2_03 = 0 and 
IND2_06 = 0 and 
IND1_12=0 
A Green IND2_05 = 1 and Auto mode 
IND2_02 = 0 and 
IND2_03 = 0 
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No Description Presentation Condition Remarks 
3.2 _| Point Of Control O Yellow IND2_03 = 1 Out of Service 
T Yellow IND2_02 = 1 Test 
L Green IND2_01 = 1 Local 
S Green IND2_04 = 1 Sequence 
C Green IND2_01 =0 and Central 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04 =0 
3.3 Interlock Indication X Green IND2_08 = 1 or Safety interlock or 
IND2_09 = 1 or Operator interlock 
IND2_13 = 1 or 
(IND2_11 = 1 and IND1_12=0) or 
(IND2_00 = 0 and 
(IND2_12 = 1 or 
(IND2_10 = 1 and IND1_12 = 0))) 
BX Red IND2_15=1 Override Interlocks. 
Interlock IB1 or IB3 active 
BX Yellow IND2_00 = 1 Override Interlock 
3.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
3.6 Fault Indication F Red IND1_08 = 1 Collective fault indication 
4 Error 1 CVO Red flashing AU_IND1_00 = 1 Control voltage unack. error 
BIM Red flashing AU_IND1_01 =1 Bimetal Relay unack. error 
LSTOP Red flashing AU_IND1_02 =1 Local stop unack. error 
SMON Ped flashing AU_IND1_03 = 1 Safety monitor unack. error 
CVO Red IND1_00 = 1 Control voltage error 
BIM Red IND1_01 = 1 Bimetal Relay 
LSTOP Red IND1_02 = 1 Local stop 
SMON Rea IND1_03 = 1 Safety monitor 
5 Error 2 MCERR Red flashing AU_IND1_04 = 1 MotorCurrent unack error 
MONL Red flashing AU_IND1_05 = 1 Monitor low unack error 
MONH Red flashing AU_IND1_06 = 1 Monitor high unack error 
MCERR Red IND1_04 = 1 MotorCurrent error 
MONL Red IND1_05 = 1 Monitor low error 
MONH Rea IND1_06 = 1 Monitor high error 
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No |Description reson) Condition Remarks 
6 MotorStatus Not Ready for Start 
IND2_07 =0 Error or interlocks prevent the 
start 
IND2_14 =1 and 
IND2_07 = 1 A-Interlock 
IND1_12 =1 or Run 
IND1_15 = 1 DirectionChange 
StartReadyAuto. The motor 
IND2_06 = 1 starts when the process con- 
ditions are satisfied 
IND1_12=0 Motor ready to start 
Grey IND2_03 = 1 Out of service 
Green flashing IND1_15 =1 Change of Direction in 
progress 
Green a 
7 Direction Indication Green 
+. IND1_13 =1 Forward/High 
Green 
Jt IND1_14=1 Reverse/Low 
8.1 _| Interlock Text Interlock Grey Interlock text 
8.2 Act Pres Text ACT_PRES_TEXT Actual interlock text 
Red IND2_07 =0 Not ready for start 
Yellow IND2_07 = 1 Ready for start 
9 Bargraph Green REAL_RES Motor current value 
- REAL_RES_HILIM <= 0.1 Bargraph invisible 
10 Limit Indication at 100% Limit Indication 
vf Yellow AL_BLK = 1 Alarm blocked by operator 
Red IND1_10 = 1 High motor current 
Grey - 


REAL_RES_HILIM <= 0.1 


Limit Indication invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FC50, any font 
ManModeColor 3.1 Mode K5 (Green), any color 
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4.13.4 MOTOBO1 


Presentation: 


2 5 
1--| MOTCON1 ia Object Description ALARMS 
Y PBx Control Voltage «_____| 6 
5 PBx Bimetal Relay <—————_- 7 
=| 125.0 125.0 PBx Local Stop «___———_+ 8 
PBx Safety Monitor ——_—_—__+- 9 
| PBx Main Contactor «—————_+- 10 
a PBx Monitor Low «/$+—1t 11 
PBx Monitor High «—_______+_ 12 
4 - | | L INTERLOCKS 
Safety 
C-Interlock 1 C113 
| B | C-Interlock 2 c2—14 
B-Interlocks 
BX B2 - TEXT B2 7-15 
BX B4 - TEXT B4=16 
7 r i. B-Operator Controlled 
BX B1 - TEXT B1 +17 
BX IB3 - TEXT B3 =-18 
0.0 0.0 A-Interlock 
t-4 t3 t-2 t-1 t BX A - TEXT A +19 
S STATUS 
35 —|- | Man he equence = Run () mplemented ——————+ 20 
34 _|~- © Auto b= pete Repeat Fail Blk + 21 
PO Test ~  Dir/Speed 4 INFO 
t= ut of Service |, 75] 0 L 
Blocking Interlock: CURRENT ‘ os 8 . | a3 
33 | + INTERLOCK B r~ Nom.Current [700.0)A 
28-32 24-27 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black > 
2 Header NAME and DESCR Object name and description 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green Normal 
3.1 Range Max Green REAL_RES_MAX 
- REAL_RES_HILIM <= 0.1 Limit invisible 
3.2 Range Min Green REAL_RES_MIN 
- REAL_RES_HILIM <= 0.1 Limit invisible 
4 Trim Curve Green REAL_RES Motor current 
- REAL_RES_HILIM <= 0.1 Trim Curve invisible 
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No Description Presentation Condition Remarks 
5.1 Bargraph Green REAL_RES Motor current 
- REAL_RES_HILIM <= 0.1 Bargraph invisible 
5.2 Limit Indication at 100% Limit Indication 
Yellow AL_BLK = 1 Alarm blocked by operator 
Red IND1_10 =1 High motor current 
Grey 
- REAL_RES_HILIM <= 0.1 Limit Indication invisible 
6 ALARMS Alarms 
6.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
6.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
6.3 Warning Indication wi Red flashing AU_IND1_00 = 1 Unacknowledged alarm 
mw Red IND1_00 = 1 Alarm 
6.4 Alarm 1 Text Control Voltage TXT_BLK_00 =0 Monitoring of Control Voltage 
Red IND1_00 = 1 or AU_IND1_00 = 1 
Grey - 
7.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
7.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
7.3 Warning Indication i Red flashing AU_IND1_01 = 1 Unacknowledged alarm 
wm Red IND1_01 =1 Alarm 
7.4 Alarm 2 Text Bimetal Relay TXT_BLK_01 =0 Monitoring of Bimetal Relay 
Red IND1_01 =1 or AU_IND1_01 =1 
Grey - 
8.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
8.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
8.3 Warning Indication Bi Red flashing AU_IND1_02 = 1 Unacknowledged alarm 
mw Red IND1_02 = 1 Alarm 
8.4 Alarm 3 Text Local Stop TXT_BLK_02 = 0 Monitoring of Local Stop 
Red IND1_02 = 1 or AU_IND1_02 = 1 
Grey - 
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No Description Presentation Condition Remarks 
9.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
9.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
9.3 Warning Indication gi Red flashing AU_IND1_03 = 1 Unacknowledged alarm 
m Red IND1_03 = 1 Alarm 
9.4 Alarm 4 Text Safety Monitor TXT_BLK_03 = 0 Monitoring of Safety Monitor 
Red IND1_03 = 1 or AU_IND1_03 = 1 
Grey - 
10.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
10.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
10.3. | Warning Indication i Red flashing AU_IND1_04 = 1 Unacknowledged alarm 
wm Red IND1_04 = 1 Alarm 
10.4 | Alarm 5 Text Main Contactor TXT_BLK_04 = 0 Monitoring of Main Contactor 
Red IND1_04 = 1 or AU_IND1_04 = 1 
Grey - 
11.1 | Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
11.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
11.3. | Warning Indication i Red flashing AU_IND1_05 = 1 Unacknowledged alarm 
wm Red IND1_05 = 1 Alarm 
11.4 | Alarm Text Monitor Low TXT_BLK_05 = 0 Monitoring of Monitor Low 
Red IND1_05 = 1 or AU_IND1_05 = 1 
Grey - 
12.1 | Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
12.2 | Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
12.3. | Warning Indication wi Red flashing AU_IND1_06 = 1 Unacknowledged alarm 
wm Red IND1_06 = 1 Alarm 
12.4 | Alarm Text Monitor High TXT_BLK_06 = 0 Monitoring of Monitor High 
Red IND1_06 = 1 or AU_IND1_06 = 1 
Grey - 
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No Description Presentation Condition Remarks 
13 INTERLOCKS Interlocks 
13.1. |1C1 Active B Yellow IND2_08 = 1 Safety Interlock IC 1 active 
13.2 |1C1 Text C-Interlock 1 Grey Safety Interlock IC1 
14.1 IC2 Active Bi Yellow IND2_09 = 1 Safety Interlock IC2 active 
14.2 |1C2 Text C-Interlock 2 Grey Safety Interlock IC2 
15.1 | IB2 Blocked BX Yellow IND2_02 = 1 Test mode. Interlock blocked 
15.2 | 1IB2 Active g Yellow IND2_13 = 1 Interlock IB2 active 
15.3 | IB2 Text Green IB2_TXT Interlock text IB2 
16.1 | 1B4 Block Indication BX Yellow IND2_02 = 1 Test mode. Interlock blocked 
16.2 | 1B4 Active g Yellow IND2_11 =1 Interlock IB4 active 
16.3 | 1IB4 Text Green IB4_ TXT Interlock IB4 text 
17.1 | 1B1 Blocked BX Red IND2_15 =1 and Override Interlock and Inter- 
(IND2_00 = 1 or IND2_02 = 1) lock IB1 active 

BX Yellow IND2_00 = 1 or IND2_02 = 1 Test mode. Interlock blocked 
17.2 |1B1 Active gw Yellow IND2_12 =1 Interlock IB1 active 
17.3 |1IB1 Text Green IB1_TXT Interlock IB1 text 
18.1 | IB3 Blocked BX Red IND2_15 =1 and Override Interlock and Inter- 

(IND2_00 = 1 or IND2_02 = 1) lock IB3 active 

BX Yellow IND2_00 = 1 or IND2_02 = 1 Test mode. Interlock blocked 
18.2 | 1IB3 Active Yellow IND2_10 =1 Interlock IB3 active 
18.3 | IB3 Text Green IB3_TXT Interlock IB3 
19.1 | 1A Blocked BX Yellow IND2_02 = 1 Test mode. Interlock blocked 
19.2 | 1A Active gw Yellow IND2_14 =1 Interlock IA active 
19.3 | IA Text Green IA_TXT Interlock IA text 
20 STATUS Status 
20.1 | Implemented Indication @ Green ACT = 1 
20.2 | Implemented Text Implemented Grey Implemented 
21.1 | Repeat Fail Blocked Indication gw Yellow REPEAT_BLK = 1 The motor can be controlled 
21.2 | Repeat Fail Blocked Text Repeat Fail Blk Repeat Fail Blocked 

Yellow REPEAT_BLK = 1 

Grey - 


4-262 


3BSE 001 962R0201 


AdvaCommand User Interface 


Section 4.13.4 MOTOBO1 


No Description Presentation Condition Remarks 
22 INFO Info 
22.1 X1 Indication Bw Red flashing AU_IND1_07 = 1 Unack external alarm X1 
m Red IND1_07 = 1 External alarm 
22.2 | X1 Text Green X1_TXT 
23.1 X2 Indication i Red flashing AU_IND1_11 = 1 Unack external alarm X2 
m Red IND1_11 =1 External alarm 
23.2 | X2Text Green X2_TXT 
24.1 | MotorStatus Text Run Grey Run 
24.2 | MotorStatus Not Ready for Start 
IND2_07 =0 Error or interlocks prevent the 
start 
IND2_14 = 1 and A-Interlock 
IND2_07 = 1 
IND1_12 =1 or Run 
IND1_15 =1 DirectionChange 
StartReadyAuto. The motor 
IND2 06 =1 starts when the process con- 
= ditions are satisfied 
© IND1_12=0 Motor ready to start 
Grey IND2_03 = 1 Out of service 
Green flashing IND1_15 =1 Change of Direction in 
progress 
Green - 
25.1 | Dir/Speed Text Dir/Speed Grey Direction and speed 
25.2 | Direction Indication 
+t IND1_13 =1 Forwards/High 
al IND1_14 =1 Reverse/Low 
Green - 
26.1 | Current Text CURRENT Grey Current 
26.2 | Current Value Green REAL_RES Motor current 
26.3 | Current Unit % Green - % of norminal current 
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No Description Presentation Condition Remarks 
27.1 | Nom. Current Text Nom. Current Grey Nominal Current of motor 
27.2 |Nom. Current Value Green REAL_RES_HILIM 
27.3 | Nom. Current Unit A Green Unit Ampere 
28.1 | Sequence Indication Bi Green IND2_04 = 1 Sequence Controlled 
from groupstart 
28.2 | Sequence Text Sequence 
Green IND2_04 = 1 
Grey - 
29.1. | Central Indication mw Green IND2_01 =0 and Central Controlled 
IND2_02 = 0 and from operator’s place 
IND2_03 = 0 and 
IND2_04=0 
29.2 | Central Text Central 
Green IND2_01 =0 and 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04=0 
Grey - 
30.1 | Local Indication Green IND2_01 = 1 Local 
Controlled from local panel 
30.2 | Local Text Local 
Green IND2_01 = 1 
Grey - 
31.1. | Test Indication Yellow IND2_02 = 1 Test 
Jog running from motor place 
31.2 | Test Text Test 
Yellow IND2_02 = 1 
Grey - 
32.1 | Out of Service Indication Bi Yellow IND2_03 = 1 Out of service 
No control possible 
32.2 | Out of Service Text Out of Service 
Yellow IND2_03 = 1 
Grey - 
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No Description Presentation Condition Remarks 
33.1 | Blocking Interlock Text Blocking Interlock: Blocking Interlock text 
Grey 
33.2 | Actual Interlock Text ACT_PRES_TEXT Actual interlock text 
Red IND2_07 =0 Not ready for start 
Yellow IND2_07 = 1 Ready for start 
34.1. | Auto Indication mm Green IND2_05 = 1 and Auto mode. Process condi- 
IND2_02 = 0 and tions control start/stop of 
IND2_03 =0 motor 
34.2 | Auto Text Auto 
Green IND2_05 = 1 and 
IND2_02 = 0 and 
IND2_03 =0 
Grey - 
35.1. | Man Indication Green IND2_05 = 0 and Manual mode. Startorder 
IND2_02 = 0 and affects the motor directly 
IND2_03 =0 
35.2 | Man Text Man Grey 
Green IND2_05 = 0 and 
IND2_02 = 0 and 
IND2_03 =0 
Grey - 
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4.13.5 MOTPDO1 


Presentation: 


2. Mode M f =—___—_ 3. Direction Indicator 
1. Frame ——_> 
4. Status 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Yellow IND2_00 = 1 Interlock override by operator 
Dotted Yellow AL_BLK = 1 Alarm blocked by operator 
Black - FrameColor 
2 Mode or ModeVisible = true 
Control point * Yellow IND2_02 = 1 and IND2_03 =0 Test 
A Green IND2_05 = 1 and Auto mode 
IND2_02 = 0 and AutoModeColor 
IND2_03 = 0 
A Green flashing IND2_05 = 1 and Indicates AutoStart 
IND2_02 = 0 and Init Not Performed 
IND2_03 = 0 and NotReleasedAutoColor 
IND2_06 = 0 and 
IND1_12 =0 and 
IND2_14 =0 and 
IND2_07 = 1 
M Green ManModeVisible = true and Manual mode 
IND2_05 = 0 and ManModeColor 
IND2_02 = 0 and 
IND2_03 = 0 
ManModeVisible = false 
S Green IND2_04=1 Sequence Control 
SequenceColor 
L Green IND2_01 = 1 and IND2_04 = 0 Local Contro! LocalColor 
C Green IND2_01 = 0 and IND2_04 =0 Central Contro! CentralColor 


ModeVisible = false 


Mode is invisible 
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No Description Presentation Condition Remarks 
3 Direction Indication DirectionVisible = true 
Green ForwHighColor 
t IND1_13 =1 Forward/High 
Green RewLowColor 
ae IND1_14=1 Reverse/Low 
- DirectionVisible = false Direction is invisible 
4 MotorStatus Not Ready for Start 
shape IND2 07 =0 Error or interlocks prevent the 
= start 
IND2_14 = 1 and A-Interlock 
IND2_07 = 1 
IND1_12=1or Run 
IND1_15 = 1 DirectionChange 


StartReadyAuto. The motor 
IND2 06 =1 starts when the process con- 
= ditions are satisfied 


Ce BORK Bi) 


IND1_12=0 Motor ready to start 
color Grey IND2_03 = 1 Out of service 
Red flashing AU_IND =1 Unacknowledged alarm 
Red IND1_DIST = 1 Error 
Green flashing IND1_15=1 Change of Direction in 


progress DirGhangeColor 


Green - OnColor 


The conditions are in priority order. Underlined parameters are configurable. 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 
ModelndVisible 2. Mode true, false 

AutoModeColor 2. Mode K5 (Green), any color 

ManModeColor 2. Mode K5 (Green), any color 

ManModeVisible 2. Mode true, false True = Man, False = S, L orC 
NotReleasedAutoColor 2. Mode N5 (Green Flash), any color 

SequenceColor 2. Control point K5 (Green), any color 

CentralColor 2. Control point K5 (Green), any color 

LocalColor 2. Control point K5 (Green), any color 

DirectionVisible 3. Direction false, true 

FrameWidth 1. SelectFrame 2, (1..4) 

OffColor . MotorStatus K16 (Black), any color 

OnColor . MotorStatus K5 (Green), any color 

DirChangeColor . Direction N5 (Green Flash), any color 


Light83DColor 
Medium3DColor 
Dark3DColor 
RevLowColor 
ForwHighColor 
Font 
UseDisplayColor 
DisplayColor 


mim wo B® PB BR BR BR O FR A 


. Three-Dim. indication 
. Three-Dim. indication 
. Three-Dim. indication 
. MotorStatus 

. MotorStatus 

. Mode 

. Mode 

. Mode 


L5 (Light Green), any color 


K6 (Green), any color 


M5 (Dark Green), any color 


K5 (Green), any color 
K5 (Green), any color 
FA40, any font 

false, true 


N13 (Black), any color 


True if DisplayColor used 


Bg for Mode if UseDisplayColor is 
true 
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Section 4.13.6 MOTPD51 


4.13.6 MOTPD51 


Presentation: 


2. Limit Indication 


rae SF 


3. Bargraph 

Behavior: 

No Description Presentation Condition Remarks 

1 SelectFrame White SELECTED = 1 Selected 
Black FrameColor 

2 Limit Indication at 100% LimitVisible = true 

V Filled Yellow AL_BLK = 1 and IND1_10 =1 Alarm blocked 

Unfilled Yellow AL_BLK = 1 Alarm blocked 
Filled Red flashing AU_IND = 1 and IND1_10 = 1 Unacknowledged alarm 
Unfilled Red flashing AU_IND = 1 Unacknowledged alarm 
Filled Light Red IND1_10 = 1 High motor current 
Grey - LimitColor 
- LimitVisible = false Limit invisible 

3 Bargraph REAL_RES 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Error 
Green S NormalColor 

The conditions are in priority order. Underlined parameters are configurable. 

Configuration: 

Parameters Affects Options (bold is default) Remarks 

LimitVisible 2. Limit Indication true, false 

NormalColor 3. Bargraph K5 (Green), any color 

FrameColor 1. SelectFrame K16 (Black), any color 

FrameWidth 1. SelectFrame 2, (1..4) 

BarBackColor 3. Bargraph K16 (Black), any color 

LimitColor 2. Limit Indication M16 (Grey), any color 
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4.13.7 MOTSGO1 


Presentation: 


1 2 3. 4 5 7 8 9 10 
MOTCON1 _—_ Object Description (x) TACBXPBF Y_] CVO MCERR INTERLOCK B 
Behavior: x) 
No Description Presentati@%) Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Black O - FrameColor 
2 Header (e) NAME and DESCR Object name and description 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green @ - Normal 
3 MotorStatus Not Ready for Start 
IND2 07 =0 Error or interlocks prevent the 
= start 
IND2_14 =1 and 
IND2_07 = 1 A-Interlock 
IND1_12 =1 or Run 
IND1_15 = 1 DirectionChange 
StartReadyAuto. The motor 
IND2_06 = 1 starts when the process con- 
ditions are satisfied 
IND1_12 =0 Motor ready to start 
Grey IND2_03 = 1 Out of service 
Green flashing IND1_15 = 1 Change of Direction in 
progress 
Green - 
4 Direction Indication Green 
+ IND1_13 =1 Forward/High 
Green 
J IND1_14 =1 Reverse/Low 
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No Description Presentation Condition Remarks 
5 Status Indication Status Indication 
5.1 Mode M Green IND2_05 = 0 and Manual mode 
IND2_02 = 0 and ManModeColor 
IND2_03 = 0 
A Green flashing IND2_05 = 1 and Indicates AutoStart 
IND2_02 = 0 and Init Not Performed 
IND2_03 = 0 and 
IND2_06 = 0 and 
IND1_12=0 
A Green IND2_05 = 1 and Auto mode 
IND2_02 = 0 and AutoModeColor 
IND2_03 = 0 
5.2 | Point Of Control O Yellow IND2_03 = 1 Out of Service 
T Yellow IND2_02 = 1 Test 
L Green IND2_01 = 1 Local LocalColor 
S Green IND2_04 = 1 Sequence SequenceColor 
C Green IND2_01 = 0 and Central CentralColor 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04=0 
5.3 Interlock Indication X Green IND2_08 = 1 or Safety interlock or 
IND2_09 = 1 or Operator interlock 
IND2_13 = 1 or 
(IND2_11 = 1 and IND1_12 =0) or 
(IND2_00 = 0 and 
(IND2_12 = 1 or 
(IND2_10 = 1 and IND1_12 = 0))) 
BX Red IND2_15=1 Override interlocks. Interlock 
IB1 or IB3 active 
BX Yellow IND2_00 = 1 Override Interlock 
5.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
5.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
5.6 Fault Indication F Red IND1_08 = 1 Collective fault indication 
6 Bargraph Green REAL_RES Motor current value 
- REAL_RES_HILIM <= 0.1 Bargraph invisible 
7 Limit Indication at 100% Limit Indication 
dl Yellow AL_BLK = 1 Alarm blocked by operator 
Red IND1_10 = 1 High motor current 
Grey - 


REAL_RES_HILIM <= 0.1 


Limit Indication invisible 
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No Description Presentation Condition Remarks 
8 Error 1 CVO Red flashing AU_IND1_00 = 1 Control! voltage unack. error 
BIM Red flashing AU_IND1_01 = 1 Bimetal Relay unack. error 
LSTOP Red flashing AU_IND1_02 =1 Local stop unack. error 
SMON Ped flashing AU_IND1_03 = 1 Safety monitor unack. error 
CVO Red IND1_00 = 1 Control voltage error 
BIM Rea IND1_01 = 1 Bimetal Relay 
LSTOP Red IND1_02 = 1 Local stop 
SMON Reda IND1_03 = 1 Safety monitor 
9 Error 2 MCERR Red flashing AU_IND1_04 = 1 MotorCurrent unack error 
MONL Red flashing AU_IND1_05 = 1 Monitor low unack error 
MONH Red flashing AU_IND1_06 = 1 Monitor high unack error 
MCERR Rea IND1_04 = 1 MotorCurrent error 
MONL Red IND1_05 = 1 Monitor low error 
MONH Rea IND1_06 = 1 Monitor high error 
10 Act Pres Text ACT_PRES_TEXT Actual interlock text 
Red IND2_07=0 Not ready for start 
Yellow IND2_07 = 1 Ready for start 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
FrameColor 1. SelectFrame K16 (Black), any color 
NameFont 2. Header Name FC50, any font 
ManModeColor 4.1 Mode K5 (Green), any color 
AutoModeColor 4.1 Mode K5 (Green), any color 


SequenceColor 
CentralColor 


LocalColor 


4.2 Point Of Control 
4.2 Point Of Control 
4.2 Point Of Control 


K5 (Green), any color 
K5 (Green), any color 


K5 (Green), any color 
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4.13.8 MOTWIO1 


Presentation: 


—=— 1. Frame 


2. Header MOTCON1 
ae Preset puen 


3. Status Line 
6. Symbol (x) +. 


CVO |= 4. Error 1 
MCERR |= 5. Error 2 


7. Direction 
10. Limit 
8. Act Pres Text INTERLOCK B 
Definition point ae 9. Bargraph 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green - Normal 
3 Status Line 
3.1 Mode M Green IND2_05 = 0 and The object mode 
IND2_02 = 0 and 
IND2_03 = 0 
A Green flashing IND2_05 = 1 and Indicates AutoStart 
IND2_02 = 0 and Init Not Performed 
IND2_03 = 0 and 
IND2_06 = 0 and 
IND1_12=0 
A Green IND2_05 = 1 and 
IND2_02 = 0 and 
IND2_03 = 0 
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No Description Presentation Condition Remarks 
3.2 _| Point Of Control O Yellow IND2_03 = 1 Out of Service 
T Yellow IND2_02 = 1 Test 
L Green IND2_01 = 1 Local 
S Green IND2_04 = 1 Sequence 
C Green IND2_01 =0 and Central 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04 =0 
3.3 Interlock Indication X Green IND2_08 = 1 or Safety interlock or 
IND2_09 = 1 or Operator interlock 
IND2_13 = 1 or 
(IND2_11 = 1 and IND1_12=0) or 
(IND2_00 = 0 and 
(IND2_12 = 1 or 
(IND2_10 = 1 and IND1_12 = 0))) 
BX Red IND2_15=1 Override Interlocks. 
Interlock IB1 or IB3 active 
BX Yellow IND2_00 = 1 Override Interlock 
3.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
3.6 Fault Indication F Red IND1_08 = 1 Collective fault indication 
4 Error 1 CVO Red flashing AU_IND1_00 = 1 Control voltage unack. error 
BIM Red flashing AU_IND1_01 =1 Bimetal Relay unack. error 
LSTOP Red flashing AU_IND1_02 =1 Local stop unack. error 
SMON Ped flashing AU_IND1_03 = 1 Safety monitor unack. error 
CVO Red IND1_00 = 1 Control voltage error 
BIM Red IND1_01 = 1 Bimetal Relay 
LSTOP Red IND1_02 = 1 Local stop 
SMON Rea IND1_03 = 1 Safety monitor 
5 Error 2 MCERR Red flashing AU_IND1_04 = 1 MotorCurrent unack error 
MONL Red flashing AU_IND1_05 = 1 Monitor low unack error 
MONH Red flashing AU_IND1_06 = 1 Monitor high unack error 
MCERR Red IND1_04 = 1 MotorCurrent error 
MONL Red IND1_05 = 1 Monitor low error 
MONH Rea IND1_06 = 1 Monitor high error 
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No Description Presonit® Condition Remarks 
6 MotorStatus Not Ready for Start 
IND2 07 =0 Error or interlocks prevent the 
~ start 
IND2_14 =1 and 
IND2_07 = 1 A-Interlock 
IND1_12=1 or Run 
IND1_15 =1 DirectionChange 
StartReadyAuto. The motor 
IND2_06 = 1 starts when the process con- 
ditions are satisfied 
IND1_12 =0 Motor ready to start 
Grey IND2_03 = 1 Out of service 
Green flashing IND1_15=1 Change of Direction in 
progress 
Green - 
7 Direction Indication Green 
+ IND1_13 =1 Forward/High 
Green 
J IND1_14=1 Reverse/Low 
8 Act Pres Text ACT_PRES_TEXT Actual interlock text 
Red IND2_07 = 0 Not ready for start 
Yellow IND2_07 = 1 Ready for start 
9 Bargraph Green REAL_RES Motor current value 
- REAL_RES_HILIM <= 0.1 Bargraph invisible 
10 Limit Indication at 100% Limit Indication 
ha Yellow AL_BLK = 1 Alarm blocked by operator 
Red IND1_10 = 1 High motor current 
Grey - 
- REAL_RES_HILIM <= 0.1 Limit Indication invisible 
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4.14 Process Dialog for Adaptive Process Controller PIDCONA 
4.14.1 MIN Dialog (No authority key) 


4.14.1.1 Keyboard keys 


5. Man 7. E1 4. Previous Level 


| Man | object 
2. Object Trend 


ncrease—t | | = we" | dg Acknowledge 
10. Decrease Y | <b é ©) | ff 


Figure 4-79. Keyboard keys 


Dialog 


Exit 3. Object Display 


mol ev [ez] fom 


© 


Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 

Key 2: Object Trend Select: Object Trend 

Key 3: Object Display Select: Object Display 

Key 4: Previous Level Select Dynamic keys: Top Level 

Key 5: Man Perform: Set to manual mode MAN = | 

Key 6: Auto Perform: Set to automatic mode AUTO = 1 

Key 7: E1 Perform: Set to externall mode El=1 

Key 8: E2 Perform: Set to external2 mode E2=1 

Key 9: Increase Perform: Increase output value MANOUT 
with 0.5 if MAN = 1 
Increase setpoint value SETP 
with 0.5 

Key 9: Shift + Increase Perform: Increase output value MANOUT 
with 5.0 if MAN = 1 
Increase setpoint value SETP 
with 5.0 

Key 10: Decrease Perform: Decrease output value MANOUT 
with 0.5 if MAN = 1 
Decrease setpoint value SETP 
with 0.5 

Key 10: Shift + Decrease Perform: Decrease output value MANOUT 
with 5.0 if MAN = 1 
Decrease setpoint value SETP 
with 5.0 
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4.14.1.2 Dynamic keys, Top Level 


4.14.1.3 Dynamic keys, Keyboard 
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Ps Man Forced a E3 


Pe OUT ve SP 


D1: Man Forced 


D2: E3 


D6: OUT 
D7: SP 


D10: Keyboard... 


D1 D2 
A Increase Man 


Dé D7 
Decrease 


D 


pare 


: Increase 


D2: Man 
D3: Auto 
D4: E1 
D5: E2 


D6: Decrease 


D7: Acknowledge 
D8: Object Display 


D9: Object Trend 


Acknowledge 


D3 D4 


D8 Dg 


Figure 4-80. Dynamic keys 


Perform: Set to manual forced mode 
Pressed: green text 
Released: white text 


Perform: Set to external 3 mode 
Pressed: green text 
Released: white text 


Pressed: Dialog for changing 


Output value, value magenta 


Pressed: Dialog for changing 
Setpoint value, value cyan 


Select Dynamic keys: Keyboard 


Auto E1 


Object Display 


Figure 4-81. Dynamic keys 


Perform: Increase output value 
with 0.5 if MAN = 1 
Increase setpoint value 
with 0.5 


Perform: Set to manual mode 

Perform: Set to automatic mode 
Perform: Set to externall mode 
Perform: Set to external2 mode 


Perform: Decrease output value 
with 0.5 if MAN = 1 
Decrease setpoint value 
with 0.5 


Perform: Acknowledge 
Select: Object Display 
Select: Object Trend 


Object Trend 


DS 


D10 


Keyboard... 
MANFD = 1 
B3 = 1 
MANOUT 
SETP 

D5 E2 

D10 
MANOUT 
SETP 
MAN =1 
AUTO=1 
El =1 
E2=1 
MANOUT 
SETP 
AL_UNACK = 0 
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4.14.2 MAX Dialog (Authority key) 


4.14.2.1 Keyboard keys 


. Increase 


11. Decrease 


Key 1: Acknowledge 
Key 2: Object Trend 
Key 3: Object Display 


Key 4: Previous Level 


Key 5: Next Block 


Key 6: Man 
Key 7: Auto 
Key 8: E14 
Key 9: E2 


Key 10: Increase 


Key 10: Shift + Increase 


Key 11: Decrease 
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5. Next Block 
6. Man 8. E1 4. Previous Level 
| 7. Auto | 9. E2 
| | | | | | Dialog [x 
| " | Prev Dialog . . 
Man Auto] E41 E2 | oes é | Exit 3. Object Display 


2. Object Trend 


fT | eel 


GIO) | @ )v 


Figure 4-82. Keyboard keys 


1. Acknowledge 


Perform: Acknowledge AL_UNACK = 0 
Select: Object Trend 
Select: Object Display 


Select Dynamic keys: Top Level or 
Extended Setup from Response Setup 
and Extended Setup 


Page between the dynamic key sets: 
Autotune, Block, Limits, Adaptation, 
Parameters and Keyboard or between 
Response Setup and Extended Setup 


MAN =1 
AUTO = 1 
El=1 


Perform: Set to manual mode 

Perform: Set to automatic mode 
Perform: Set to externall mode 
E2=1 


MANOUT 


Perform: Set to external2 mode 


Perform: Increase output value 
with 0.5 if MAN = 1 
Increase setpoint value 


with 0.5 


SETP 


Perform: Increase output value MANOUT 
with 5.0 if MAN = 1 
Increase setpoint value 


with 5.0 


SETP 


Perform: Decrease output value MANOUT 
with 0.5 if MAN = 1 
Decrease setpoint value 


with 0.5 


SETP 
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Key 11: Shift + Decrease Perform: Decrease output value MANOUT 
with 5.0 if MAN = 1 
Decrease setpoint value SETP 
with 5.0 


4.14.2.2 Dynamic keys, Top Level 


D5 ode 
pt Man Forced pe E3 ps Autotune... mt Block... Limits... 


D8 D9 D10 


Pe SP Adaptation... Parameters... Keyboard... 


OUT Be 


Figure 4-83. Dynamic keys 


D1: Man Forced Perform: Set to manual forced mode MANEFD = 1 
Pressed: green text 
Released: white text 


D2: E3 Perform: Set to external 3 mode E3 = 1 
Pressed: green text 
Released: white text 


D3: Block... Select Dynamic keys: Block 

D4: Autotune... Se;ect Dynamic Keys: Autotune 

D4: Block... Select Dynamic keys: Block 

D5: Limits... Select Dynamic keys: Limits 

D6: OUT Pressed: Dialog for changing MANOUT 
Output value, value magenta 

D7: SP Pressed: Dialog for changing SETP 
Setpoint value, value cyan 

D8: Adaptation... Select Dynamic Keys: Adaptation 

D9: Parameters... Select Dynamic keys: Parameters 

D10: Keyboard... Select Dynamic keys: Keyboard 
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2 A Increase ne PS Auto De E1 DS E2 
28 Vv Decrease ai Acknowledge Object Display Object Trend pie 
Figure 4-84. Dynamic keys 
D1: Increase Perform: Increase output value MANOUT 
with 0.5 if MAN = 1 
Increase setpoint value SETP 
with 0.5 
D2: Man Perform: Set to manual mode MAN =1 
D3: Auto Perform: Set to automatic mode AUTO =1 
D4: E1 Perform: Set to externall mode El =1 
D5: E2 Perform: Set to external2 mode E2=1 
D6: Decrease Perform: Decrease output value MANOUT 
with 0.5 if MAN = 1 
Decrease setpoint value SETP 
with 0.5 
D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 
D8: Object Display Select: Object Display 
D9: Object Trend Select: Object Trend 


4.14.2.4 Dynamic keys, Autotune 


D1 D2 D3 D4 


Start Tune Continue Tune Verify Accept &Save Stop &Restore 


Retrieve 
Aborted Setting 


D8 D9 D10 


oe Response Setup... : Extended Setup... 


Figure 4-85. Dynamic keys 


D1: Start Tune Perform: Start autotuning 


D2: Continue Tune Perform: Continue autotuning 


D3: Verify Perform: Try to verify setting 


D4: Accept & Save Perform: Accept autotuning and save present parameters 


D5: Stop & Restore Perform: Stop autotuning and restore present parameters 


D6: Response Setup... Select Dynamic keys: Response Setup 


D7: Extended Setup... Select Dynamic keys: Extended Setup 


D10: Retrieve Aborted Setting Perform: Retrieve Aborted Setting 
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4.14.2.5 Dynamic keys, Adaptation 


D1 Adaptation D2 
Enable 
D6 Adaptation D7 
Off 


D1: Adaptation Enable 


D4: Save 
D5: Restore 


D6: Adaptation Off 


4.14.2.6 Dynamic keys, Block 


D1 Block D2 
Alarm 1 

D6 Deblock D7 
Alarm 1 


D1: Block Alarm 1 


D2: Block Printout 1 


D4: Block Alarm 2 


D5: Block Printout 2 


D6: Deblock Alarm 1 


D7: Deblock Printout 1 


D9: Deblock Alarm 2 


D10: Deblock Printout 2 
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Block 
Printout 1 


Deblock 
Printout 1 


D3 D4 
Save 


D8 Dg 


Figure 4-86. Dynamic keys 


Perform: Enable adaptation 
Pressed: green or yellow text 
Released: white text 


Perform: Saving present parameters 
Perform: Restoring present parameters 


Perform: Disable adaptation 
Pressed: green text 
Released: white text 


D3 D4 Block 
Alarm 2 

D8 D9 Deblock 
Alarm 2 


Figure 4-87. Dynamic keys 
Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


DS 


Restore 
D10 
D5 Block 
Printout 2 
D10 Deblock 
Printout 2 


AL_F1_BLK= 1 


PRINT_F1_BLK = 1 


AL_F2_BLK= 1 


PRINT_F2_BLK = 1 


AL_F1_BLK=0 


PRINT_F1_BLK = 0 


ALARM_F2_BLK =0 


PRINT_F2_BLK = 0 


3BSE 001 962R0201 


4.14.2.7 Dynamic keys, Limits 


Pi 1-80.00 


pé Lt 20.00 


D1: H1 


D2: H2 


D3: SP H 


D4: DEV H1 


D5: OUT H 


D6: L1 


D7: L2 


D8: SPL 


D9: DEV L1 


D10: OUT L 


D2 


D7 


H2 90.00 


L2 10.00 
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D3 D4 DS 


SPH 50.00 DEVH1 2.20 OUTH 100.00 
"8 SPL 10.00 °° pevLi -190 =°"° oUTL 0.00 

Figure 4-88. Dynamic keys 

Pressed: Dialog for changing MVHI1 
High Limit 1, value green 

Pressed: Dialog for changing MVH2 
High Limit 2, value green 

Pressed: Dialog for changing SETPH 
Setpoint High, value cyan 

Pressed: Dialog for changing DEVH1 
Devation High, value cream 

Pressed: Dialog for changing OUTPH 
Output High, value magenta 

Pressed: Dialog for changing MVLI 
Low Limit 1, value green 

Pressed: Dialog for changing MVL2 
Low Limit 2, value green 

Pressed: Dialog for changing SETPL 
Setpoint Low, value cyan 

Pressed: Dialog for changing DEVLI 
Devation Low, value cream 

Pressed: Dialog for changing OUTPL 


Output Low, value magenta 
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4.14.2.8 Dynamic keys, Parameters 


D1 


D6 


D3: Gain 


D4: Tl 


D5: TD 


D8: BETA 


D9: TS 


D10: DZ 


4.14.2.9 Dynamic keys, Response 


DE Extra Damped 


D6 


D1: Extra Damped 


D2: Damped 


D3: Normal 


D4: Fast 


D5: Extra Fast 
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D2 


D7 


D2 


D7 


D3 D4 


Gain 1.32 Tl 6.01 


P8 BETA 0.346 


Figure 4-89. Dynamic keys 
Pressed: Dialog for changing 
Gain value, value green 


Pressed: Dialog for changing 
TI value, value green 


Pressed: Dialog for changing 
TD value, value green 


Pressed: Dialog for changing 
BETA value, value green 


Pressed: Dialog for changing 
TS value, value green 


Pressed: Dialog for changing 


DEADZ value, value green 


Setup 
es Normal ar Fast 
D8 D9 


Figure 4-90. Dynamic keys 


Perform: Set response to extra damped 


Pressed green text 


Perform: Set response to damped 
Pressed green text 


Perform: Set response to normal 
Pressed green text 


Perform: Set response to fast 
Pressed green text 


Perform: Set response to extra fast 
Pressed green text 


TS 2.45 


PSTD 4.01 


P10 DZ 0.98 


GAIN 


TI 


TD 


BETA 


TS 


DZ 


o Extra Fast 


D10 


RESPTYPE = EXTRA DAMPED 


RESPTYPE = DAMPED 


RESPTYPE = NORMAL 


RESPTYPE = FAST 


RESPTYPE = EXTRA FAST 
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4.14.2.10 Dynamic keys, Extended Setup 


D1 Excitation Level D2 Excitation Level D3 D4 Frequency 


Re Frequency Unlimited 
OUT 6.00 SP 4.50 Limit 0.398 Hen 


D6 D7 D8 Dg D10 


Figure 4-91. Dynamic keys 


D1: Excitation Level OUT Pressed: Dialog for changing EXCLOUT 
Excitation Level Output, value magenta 


D2: Excitation Level SP Pressed: Dialog for changing EXCLSP 
Excitation Level Setpoint, value cyan 


D4: Frequency Limit Pressed: Dialog for changing FREQLIM 
Frequency Limit, value green 


D5: Frequency Unlimit Pressed: green text 
Released: white text 
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4.14.3 PIDAGRO1 


Presentation: 


. Frame 
2. Header PIDCONAT1 
DESCRIPTION 
M Incr . Status Line 
4. MV Range Max . High SP Limit 
5. OUT Range Max 
. High OUT Limit 
9. High Limit 2 
10. High Limit 1 
. ACT Value 
8. Measured Value OUT Value 
11. Low Limit 1 + - SP Value 
12. Low Limit 2 <I . Low SP Limit 
6. MV Range Min . Low OUT Limit 
7. OUT Range Min 
20. MV Value 
21.SP Value 
22. OUT Value . External OUT Limitation 
24. ACT Value 


Definition point we 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Black : 
2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green - Normal 
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No Description Presentation Condition Remarks 
3 Status Line Status Line 
3.1. |Mode BaLo Green LOCAL = 1 Bal Local mode 
Bal Green BAL = 1 Bal mode 
MCp Green CLAMPED = 1 Man Clamped mode 
ManModeColor 
MFd Green MANFD = 1 Man Forced mode 
ManModeColor 
M AT Yellow MAN =1 and Man mode and Autotuning 
ATENBL = 1 ManModeColor 

M Yellow MAN = 1 Man mode ManModeColor 

A AT Green AUTO = 1 and Auto mode and Autotuning 
ATENBL = 1 

A Ad Green AUTO = 1 and Auto mode and Adaptation 
ADAPON = 1 

A Green AUTO = 1 Auto mode 

E1 AT Green E1=1 and E1 mode and Autotuning 
ATENBL = 1 

E1 Ad Green E1=1 and E1 mode and Adaptation 
ADAPON = 1 

E1 Green E1=1 E1 mode 

E2 AT Green E2=1 and E2 mode and Autotuning 
ATENBL = 1 

E2 Ad Green E2=1 and E2 mode and Adaptation 
ADAPON = 1 

E2 Green E2=1 E2 mode 

E3 AT Green E3 = 1 and E3 mode and Autotuning 
ATENBL = 1 

E3 Green E3 =1 E3 mode 

3.2 Direction Incr Green REVACT = 1 Increase. When measured 
value is increasing, it is coun- 
teracted with decreasing out- 
put. 

Decr Green REVACT =0 Decrease. When measured 
value is decreasing, output 
also decreasing. 

3.3 Opening or Closing Op Magenta ACT_DIR = OPENING Opening. When output in 
increasing the valve is open- 
ing. 

Cl Magenta ACT_DIR = CLOSING Closing. When output is 


increasing the valve is closing. 
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No Description Presentation Condition Remarks 
3.4 Print Block P Yellow PRINT_F1_BLK = 1 or Printout blocked 
PRINT_F2_BLK = 1 
3.5 Alarm Block B Yellow AL_F1_BLK =1 or Alarm blocked by operator 
AL_F2_BLK = 1 
Bx Yellow AL_F1_P_BLK = 1 or Alarm blocked by PC-program 
AL_F2_P_BLK = 1 
3.6 Alarm F Red DISTURB = 1 Alarm 
4 MV Range Max Green MAX Max Range of the MV and SP 
values 
5 OUT Range Max Magenta OUTMAX Max Range of the OUT and 
ACT values 
6 MV Range Min Green MIN Min Range of the MV and SP 
values 
7 OUT Range Min Magenta OUTMIN Min Range of the OUT and 
ACT values 
8 Measured Value Bargraph MV Measured Value 
Green - 
9 High Limit 2 MVH2 Alarm High limit 2 
—~_( - MVH2 >= MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_MV>H2 = 1 
Unfilled Red flashing AU_MV>H2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey - 
10 High Limit 1 MVH1 Warning High limit 1 
>— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 


Unfilled Grey 


MV>H1 = 1 and AU_LMV>H1 = 1 


AU_MV>H1 = 1 
MV>H1 = 1 
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No Description Presentation Condition Remarks 
11 Low Limit 1 MVL1 Warning Low limit 1 
>— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - 
12 Low Limit 2 MVL2 Alarm Low limit 2 
—~_( - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey - 
13 SP Value SETP Setpoint value 
Cyan - 
14 High SP Limit SETPH Upper setpoint limit 
Yellow SP=HL = 1 Limitation line and mesh 
Grey - 
15 Low SP Limit SETPL Lower setpoint limit 
Yellow SP=LL = 1 Limitation line and mesh 
Grey - 
16 OUT Value OUT Output value 
Magenta = 
17 High OUT Limit OUTPH Upper output limit 
- OUTPH > OUTMAX or Invisible 
(EOHL > OUTMAX and 
EOLIM = 1) 
Yellow OUT=HL = 1 Limitation line and mesh 
Grey - 
18 Low OUT Limit OUTPL Lower output limit 
- OUTPL < OUTMIN or Invisible 
(EOLL < OUTMIN and 
EOLIM = 1) 
Yellow OUT=LL = 1 Limitation line and mesh 
Grey - 
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No Description Presentation Condition Remarks 
19 ACT Value ACTPOS Actuator value 

Blue SHOW_ACT = 1 
20 Measured Value The MV object value 
20.1 | MV MV Grey Text in front of the value 
20.2 | MV Value 2? 2 Red AI_ERR Al Error 

MV Measured value 

Green - 
20.3 | MV Unit UNIT Measured unit 

Green : 
21 Setpoint Value The SP object value 
21.1 |SP SP Grey Text in front of the value 
21.2. | SP Value SETP Setpoint value 

Cyan - 
21.3 | SP Unit UNIT Setpoint unit 

Cyan - 
22 Output Value The OUT object value 
22.1 | OUT OUT Grey Text in front of the value 
22.2 | OUT Value OUT Output value 

Magenta - 
22.3. | OUT Unit OUTUNIT Output unit 

Magenta - 
23 External OUT Limitation X Yellow (OUT=HL = 1 or OUT=LL= 1) and OUT limited by external limita- 

EOLIM = 1 tion 

24 Actuator Value The ACT object value 
24.1 | ACT ACT Grey SHOW_ACT = 1 Text in front of the value 
24.2 | ACT Value ACTPOS Actuator value 

Blue SHOW_ACT = 1 
24.3 | ACT Unit OUTUNIT Actuator unit 

Blue SHOW_ACT = 1 

The conditions are in priority order. Underlined parameters are configurable. 

Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FC50, any font 
ManModeColor 3.1 Mode K5 (Green), any color 
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4.14.4 PIDAOBO1 


Presentation: 


1 


ALARM LIMITS 


5 120.00 ry re MV PB MH2 90.00~——+ 13 
1 40¢ 120.00 [ 

100.0 | 100.0 PB MHi 80.00———_+ 14 

| PB M@L1 20.00 -———- 15 

| Pt L PB ML2 10.00~——+ 16 


DEVPB MH1-— 2.20—<———_+ 17 
PB M Li -1.99~——_+ 18 


[oo a LIMITATIONS 


7 i 


4 SP HH 50.00 ~———++_ 19 


BL 10.00 ~—_—_—_+ 20 


“| D- 5 OUT HMI H 100.00 90.00 ~+ 21 
+] mL 0.00 10.00 ~+ 22 
6 | — 20.00 : one 
0.0 | 0.0 PID PARAMETERS Zone3 —+ 23 
T T T T 1 

t-4 t-3 t-2 t-1 tMV 57.6| M/MIN = Present (M) Saved (A) ~| 24 

40-1 ~- [Bal M/MIN Gain 1 
| _ 4 .317 45 «1 25 
41 i Man on baa SP 37.4 Tl 6.009s 348s — 26 
42_| >» gg Auto S tes OUT 45.8} DEC X + T 4005s 521s + 27 
43 |» gE Extref_1 : ra BETA 2.45 8.23 —~=1 28 
44_| ___» §E2 Extref_2 sp 7e54 ACT 70.5} DEC moTS 0.5s 10s —L 29 
45—|1__- [ES Extref_3 OUT 24.43 DEV 20.2| % = DZ 0.98% «+ 30 
46> I Ml Autotuning Verify Phase Verify OK Outside Start Zone Low Excitation Response Extra Damped =—— 31 
, Freq limit 1.234 Rad/s + 32 
SP Step 10 / timeout (CONTINUE restarts counter) Frequency 0.986 Rad/s « 33 
53 ———~ I Ml Adaptation Failed CONTINUE, ACCEPT or STOP ? Zone Info -- M- A- A- AV = 34 


50 47 52 51 48 49 35-39 

Behavior: 

No Description Presentation Condition Remarks 

1 SelectFrame White SELECTED = 1 Object select frame 
Black s 

2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green - Normal 

3 Section Section Grey Text in front of the value 
Green PROC_SEC Process section 

4 Class Class Grey Text in front of the value 
Green CLASS Object class 
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No Description Presentation Condition Remarks 

5 MV Range Max MAX Range Max of MV and SP val- 
ues 

Green 2 

OUT Range Max OUTMAX Range Max of OUT and ACT 
values 

Magenta - 

6 MV Range Min MIN Range Min of MV and SP val- 
ues 

Green 

OUT Range Min OUTMIN Range Min of OUT and ACT 
values 

Magenta : 

7 Measured Value Trim Curve MV 

Green : 

Setpoint Value Trim Curve SETP 

Cyan - 

Output Value Trim Curve OUT 

Magenta - 

8.1 Direction Incr Green REVACT = 1 Increase. When measured 
value is increasing, it is coun- 
teracted with decreasing out- 
put. 

Decr Green REVACT = 0 Decrease. When measured 
value is decreasing, output 
also decreasing. 

8.2 Measured Value Bargraph MV Measured Value 

Green 

8.3 High Limit 2 MVH2 Alarm High limit 2 

—~_( - MVH2 >= MAX Invisible 

Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 

Unfilled Yellow AL_F2_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 


Filled Red 


Unfilled Grey 


MV>H2 = 1 and AU_MV>H2 = 1 
AU_MV>H2 = 1 


MV>H2 = 1 
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No Description Presentation Condition Remarks 
8.4 High Limit 1 MVH1 Warning High limit 1 
>b— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MV>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey - 
8.5 Low Limit 1 MVL1 Warning Low limit 1 
b— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - 
8.6 Low Limit 2 MVL2 Alarm Low limit 2 
—~_" - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey - 
9.1 SP Value Bargraph SETP Setpoint Value 
Cyan - 
9.2 High SP Limit SETPH Upper limit setpoint 
Yellow SP=HL = 1 Limitation line and mesh 
Grey - 
9.3 Low SP Limit SETPL Lower setpoint limit 
Yellow SP=LL = 1 Limitation line and mesh 
Grey - 
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No Description Presentation Condition Remarks 
10.1 | Opening or Closing Op Magenta ACT_DIR = OPENING Opening. When output is 
increasing the valve is open- 
ing. 
Cl Magenta ACT_DIR = CLOSING Closing. When output is 
increasing the valve is closing. 
10.2 | OUT Value Bargraph OUT Output value 
Magenta 5 
10.3. | High OUT Limit OUTPH Upper limit output 
- OUTPH > OUTMAX or Invisible 
(EOHL > OUTMAX and 
EOLIM = 1) 
Yellow OUT=HL = 1 Limitation line and mesh 
Grey - 
10.4 | Low OUT Limit OUTPL Lower limit output 
- OUTPL < OUTMIN or Invisible 
(EOLL < OUTMIN and 
EOLIM = 1) 
Yellow OUT=LL = 1 Limitation line and mesh 
Grey - 
11 ACT Value Bargraph ACTPOS Actuator position. 
Blue SHOW_ACT = 1 
12.1. | Gain Scheduling Bargraph SCHEDIN Gain scheduling value in. 
Brown Gain scheduling enabled. 
12.2 | Zone limit between zone 4 and 5 ZLIM45 
Grey Gain scheduling enabled. 
12.3 | Zone limit between zone 3 and 4 ZLIM34 
Grey Gain scheduling enabled. 
12.4 | Zone limit between zone 2 and 3 ZLIM23 
Grey Gain scheduling enabled. 
12.5 | Zone limit between zone 1 and 2 ZLIM12 
Grey Gain scheduling enabled. 
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No Description Presentation Condition Remarks 
13 ALARM LIMITS Alarm limits 
13.1. | MV Text MV Grey Text in front of the line 
13.2 | Printout blocked P Yellow PRINT_F2_BLK = 1 Printout blocked. 
13.3 | Alarm blocked B Yellow AL_F2_BLK = 1 Alarm blocked by operator. 
Bx Yellow AL_F2_P_BLK = 1 Alarm blocked by PC-program 
13.4 | Alarm Indication wi Red flashing AU_MV>H2 = 1 Unacknowledged alarm. 
m Red MV>H2 = 1 Alarm. 
13.5  |H2 Text H2 Grey Text in front of the value 
13.6 |H2 Value Green MVH2 High limit 2 value 
14.1 Printout blocked P Yellow PRINT_F1_BLK = 1 Printout blocked 
14.2 | Alarm blocked B Yellow AL_F1_BLK =1 Alarm blocked by operator. 
Bx Yellow AL_F1_P_BLK = 1 Alarm blocked by PC-program 
14.3 | Alarm Indication wi Red flashing AU_MV>H1 = 1 Unacknowledged alarm. 
m Red MV>H1 = 1 Alarm. 
14.4 |H1 Text H1 Grey Text in front of the value 
14.5 |H1 Value Green MVH1 High limit 1 value 
15.1 Printout blocked P Yellow PRINT_F1_BLK = 1 Printout blocked. 
15.2 | Alarm blocked B Yellow AL_F1_BLK =1 Alarm blocked by operator. 
BX Yellow AL_F1_P_BLK = 1 Alarm blocked by PC-program 
15.3 | Alarm Indication i Red flashing AU_MV<L1 = 1 Unacknowledged alarm. 
m Red MV<L1 = 1 Alarm. 
15.4 |L1 Text L1 Grey Text in front of the value 
15.5 |L1 Value Green MVL1 Low limit 1 value 
16.1 Printout blocked P Yellow PRINT_F2_BLK = 1 Printout blocked. 
16.2 | Alarm blocked B Yellow AL_F2_BLK = 1 Alarm blocked by operator. 
BX Yellow AL_F2_P_BLK = 1 Alarm blocked by PC-program 
16.3 | Alarm Indication i Red flashing AU_MV<L2 = 1 Unacknowledged alarm. 
m Red MV<L2 = 1 Alarm. 
16.4 |L2 Text L2 Grey Text in front of the value 
16.5 |L2 Value Green MVL2 Low limit 2 value 
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No Description Presentation Condition Remarks 
17.1. | DEV DEV Grey 
17.2 | Printout blocked P Yellow PRINT_F1_BLK = 1 Printout blocked. 
17.3 | Alarm blocked B Yellow AL_F1_BLK =1 Alarm block by operator 
Bx Yellow AL_F1i_P_BLK =1 Alarm blocked by PC-program 
17.4 | Alarm Indication Hi Red flashing AU_DEV>H1 = 1 Unacknowledged alarm. 
m Red DEV>H1 = 1 Alarm. 
17.5 |H Text H1 Grey Text in front of the value 
17.6 | Value Cream DEVH1 
18.1 | Printout blocked P Yellow PRINT_F1_BLK = 1 Printout blocked. 
18.2 | Alarm blocked B Yellow AL_F1_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_F1i_P_BLK = 1 Alarm blocked by PC-program 
18.3 | Alarm Indication gi Red flashing AU_DEV<L1 = 1 Unacknowledged alarm. 
m Red DEV<L1 = 1 Alarm. 
18.4 |L Text L1 Grey Text in front of the value 
18.5 |L Value Cream DEVL1 
19 LIMITATIONS Limitations 
19.1 | SP Text SP Grey Setpoint 
19.2 | Warning Indication mw Yellow SP=HL = 1 Setpoint is equal to high set- 
point limit 
19.3 |H Text H Grey High limit setpoint 
19.4 |H Value Cyan SETPH 
20.1 | Warning Indication Yellow SP=LL = 1 Setpoint is equal to low set- 
point limit 
20.2 |L Text L Grey Low limit setpoint 
20.3 | L Value Cyan SETPL 
21.1 | OUT Text OUT Grey Output 
21.2 | Warning Indication Yellow OUT=HL = 1 Output is equal to output high 
limit 
21.3. |H Text H Grey Output high limit. 
21.4 |H Value Grey OUTPH, EOLIM = 1 Output high limit value. 
Magenta OUTPH, EOLIM = 0 
21.5 | External H value Magenta EOLIM = 1 External output high limit 
value 
Grey - 
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No Description Presentation Condition Remarks 
22.1 | Warning Indication i Yellow OUT=LL = 1 Output is equal to low output 
limit 
22.2 |L Text L Grey Output low limit. 
22.3 | L Value Grey OUTPL, EOLIM = 1 Output low limit value. 
Magenta OUTPL, EOLIM = 0 
22.4 | External L Value Magenta EOLIM = 1 External output low limit value. 
Grey - 
23 PARAMETERS 
23.1 |P P Green GAIN > 0 Gain active 
23.2 |I I Green GAIN > 0 and Integration active 
TIl>0 
23.3. |D D Green GAIN > 0 and Derivation active 
TD>0 
23.4 | Zone Text Zone Green GSENBL = 1 Gain scheduling active 
23.5 | Zone Value Green GSENBL = 1 Gain scheduling zone 
24.1 | Present Text Present Grey Present parameters 
24.2 | Text PRESENT_OBT =0 Default setting. Invisible. 
(M) Green PRESENT_OBT = 1 Manual setting 
(A) Green PRESENT_OBT = 2 Autotuned setting 
24.3 | Saved Text Saved Grey Saved parameters 
24.4 | Text SAVED_OBT = 0 Default setting. Invisible. 
(M) Green SAVED_OBT = 1 Manual setting 
(A) Green SAVED_OBT = 2 Autotuned setting 
25.1 | Gain Text Gain Grey Gain 
25.2 | Present Gain Value Green 
25.3 | Saved Gain Value Green 
26.1 | TI Text TI Grey Integration time 
26.2 | Present TI Value Green Tl 
26.4 | Unit S Green 
26.5 | Saved TI Value Green 
26.5 | Unit S Green 
27.1 | TD Text TD Grey Derivation time 
27.2 | Present TD Value Green TD 
27.3 | Unit S Green 
27.4 | Saved TD Value Green 
27.5 | Unit S Green 
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No Description Presentation Condition Remarks 
28.1 | BETA Text BETA Grey Setpoint factor BETA 
28.2 | Present BETA Value Green BETA 
28.3 | Saved BETA Value Green 
29.1 | Alarm Indication i Red flashing INV_TSAMP = 1 Unacknowledged TS alarm. 
m Red INV_TSAMP = 1 TS Alarm. There is one or 
more invalid sample rates. 
29.2 | TS Text TS Grey Sampling time 
29.3 | Present TS Value Green TS 
29.4 | Unit S Green 
29.5 | Saved TS Value Green 
29.6 | Unit S Green 
30.1 | DZ Text DZ Grey Deadzone 
30.2 | Value Green DZ 
30.3 | Unit % Green 
31.1 | Response Text Response Grey Response type 
31.2 | Response Type Text Extra Damped Green RESPTYPE = EXTRA DAMPED 
Damped Green RESPTYPE = DAMPED 
Normal Green RESPTYPE = NORMAL 
Fast Green RESPTYPE = FAST 
Extra Fast Green RESPTYPE = EXTRA FAST 
32.1 | Freq Limit Text Freq Limit Grey Design frequency limit 
32.2 | Value Green FREQLIM 
None Green Infinite frequency limit. 
32.3 | Unit Rad/s Green 
33.1 | Frequency Text Freq uency Grey Design frequency. Shown 
only when an autotuned set- 
ting exist. 
33.2 | Value Green 
33.3 | Unit Rad/s Green Design frequency unit. 
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No Description Presentation Condition Remarks 
34.1 | Zone Info Text Zone Info Grey Gain scheduling zone infor- 
mation 
34.2 | Text = = Green ZONE1_OBT =0 Default 
M - Green ZONE1_OBT = 1 Manual setting 
A - Green ZONE1_OBT = 2 Autotuned setting 
- V Green ZONE1_OBT = 4 The zone has been visited 
during autotuning 
MV Green ZONE1_OBT =5 Manual setting and the zone 
has been visited during auto- 
tuning 
AV Green ZONE1_OBT =6 Autotuned setting and the 
zone has been visited during 
autotuning 
34.3 | Text = = Green ZONE2_OBT =0 Default 
M - Green ZONE2_OBT = 1 Manual setting 
A - Green ZONE2_OBT = 2 Autotuned setting 
- V Green ZONE2_OBT = 4 The zone has been visited 
during autotuning 
MV Green ZONE2_OBT =5 Manual setting and the zone 
has been visited during auto- 
tuning 
AV Green ZONE2_OBT =6 Autotuned setting and the 
zone has been visited during 
autotuning 
34.4 | Text = = Green ZONE3_OBT =0 Default 
M - Green ZONE3_OBT = 1 Manual setting 
A - Green ZONE3_OBT = 2 Autotuned setting 
- V Green ZONE3_OBT = 4 The zone has been visited 
during autotuning 
MV Green ZONE3_OBT =5 Manual setting and the zone 
has been visited during auto- 
tuning 
AV Green ZONE3_OBT =6 Autotuned setting and the 


zone has been visited during 
autotuning 
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No Description Presentation Condition Remarks 
34.5 | Text = = Green ZONE4 OBT =0 Default 
M - Green ZONE4_OBT = 1 Manual setting 
A - Green ZONE4_OBT = 2 Autotuned setting 
- V Green ZONE4_OBT = 4 The zone has been visited 
during autotuning 
MV Green ZONE4_OBT =5 Manual setting and the zone 
has been visited during visit 
autotuning 
AV Green ZONE4_OBT =6 Autotuned setting and the 
zone has been visited during 
autotuning 
34.6 | Text = = Green ZONE5_OBT =0 Default 
M - Green ZONE5_OBT = 1 Manual setting 
A - Green ZONE5_OBT = 2 Autotuned setting 
- V Green ZONE5_OBT = 4 The zone has been visited 
during autotuning 
MV Green ZONE5_OBT = 5 Manual setting and the zone 
has been visited during visit 
autotuning 
AV Green ZONE5_OBT =6 Autotuned setting and the 
zone has been visited during 
autotuning 
35.1 | MV Text MV Grey Text in front of the value 
35.2 | MV Value 22? Red Al_ERR Signal error 
MV Measured value 
Green - 
35.3 | MV Unit UNIT Measured unit 
Green - 
36.1. | SP Text SP Grey Text in front of the value 
36.2 | SP Value SETP Setpoint value 
Cyan - 
36.3 | SP Unit UNIT Setpoint unit 
Cyan - 
37.1 | OUT Text OUT Grey Text in front of the value 
37.2 | OUT Value OUT Output value 
Magenta - 
37.3 | OUT Unit OUTUNIT Output unit 
Magenta 7 
37.4 | External OUT Limitation X Yellow (OUT=HL = 1 or OUT=LL= 1) and OUT limited by external limita- 


Indication 


EOLIM = 1 


tion 
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No Description Presentation Condition Remarks 
38.1 | ACT Text ACT Grey SHOW_ACT = 1 Actuator position 
38.2 | ACT Value ACTPOS Actuator value 

Blue SHOW_ACT = 1 
38.2 | ACT Unit OUTUNIT Actuator unit 

Blue SHOW_ACT = 1 
39.1 | DEV Text DEV Grey Text in front of the value 
39.2 | DEV Value DEV Deviation value. 

DEV =MV- SP 

Cream 
39.3 | DEV Unit % Cream Deviation unit 
40.1 | Bal Indicator M@ Green filled BAL = 1 Balance control mode 
40.2 | Bal Mode Bal Green BAL = 1 

Bal Grey - 
40.3 Local Green LOCAL = 1 Balance Local control mode 
41.1 | Man Indicator Mi Grey MAN = 1 and When autotuning is finished 

ATENBL = 1 manual control mode is 
resumed 
Mi Green MAN = 1 Manual control mode 

41.2. |Man Mode Man Green MAN = 1 

Man Grey - 
41.3 Clamped Green CLAMP = 1 Man Clamped control mode 

Forced Green MANED = 1 Man Forced control mode 
41.4 | Out Text OUT Grey Text in front of the value 
41.5 | Man Out Value MANOUT Man Out value 

Magenta MAN = 1 Manual mode 

Grey - 
42.1 | Auto Indicator Mi Grey AUTO = 1 and When autotuning is finished 

ATENBL = 1 control mode auto is resumed 
mm Green AUTO = 1 

42.2 | Auto Mode Auto Green AUTO = 1 Auto control mode 

Auto Grey - 
42.3 | SP Text SP Grey Text in front of the value 
42.4 | Auto Setpoint Value SETP Auto Setpoint value 

Cyan AUTO = 1 Auto mode 

Grey - 
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No Description Presentation Condition Remarks 
43.1 | E1 Indicator M@ Grey E1=1 and When autotuning is finished 
ATENBL = 1 control mode E71 is resumed 
Mi Green E1 =1 
43.2 |E1 Mode E1 Green E1 =1 Text behind the indication 
E1 Grey : 
43.3. | E1 Name E1NAME User text behind the text E1 
Green E1=1 
Grey - 
43.4 | SP Text SP Grey Text in front of the value 
43.5 |E1 Setpoint Value EXTREF1 E1 control mode setpoint 
Green E1=1 E1 mode 
Grey - 
44.1 | E1 Mode Indicator M@ Grey E2=1 and When autotuning is finished 
ATENBL = 1 control mode E2 is resumed 
Mi Green E2=1 
44.2 |E2Mode E2 Green E2=1 E2 control mode 
E2 Grey : 
44.3. | E2 Name E2NAME 
Green E2=1 
Grey - 
44.4 | SP Text SP Grey Text in front of the value 
44.5 | E2 Setpoint Value EXTREF2 E2 control mode setpoint 
Green E2=1 E2 mode 
Grey - 
45.1 | E3 Mode Indicator M@ Grey E3 =1 and When autotuning is finished 
ATENBL = 1 control mode E3 is resumed 
Mi Green E3=1 
45.2 |E3 Mode E3 Green E3=1 External 3 control mode 
E3 Grey - 
45.3. | E3 Name E3NAME 
Green E2=1 
Grey - 
45.4 | OUT Text OUT Grey Text in front of the value 
45.5 | E3 Output Value EXTREF3 E3 control mode output 
Green E3 =1 E3 mode 
Grey - 
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No Description Presentation Condition Remarks 
46.1 | Autotuning Alarm Indicator Hi Red flashing AL_F5_UNACK = 1 Unacknowledged alarm 
@ Red Alarm 
46.2 | Autotuning Indicator MI Green ATENBL = 1 Autotuning active 
46.3 | Autotuning Autotuning Green ATENBL = 1 Autotuning active. 
Autotuning Grey 
46.4 | Text Off Grey Autotuning failed or stopped. 

Done Grey Autotuning was successful. 

Listen Phase Green ATENBL = 1 Check process value varia- 
tion. 

Relay Phase Green ATENBL = 1 Relay feedback with sample 
rate selection and design cal- 
culations. 

Excite Phase Green ATENBL = 1 Adaptive control with setpoint 
excitation. 

Verify Phase Green ATENBL = 1 Verify setting with a setpoint 
step. 

47 Text Aborted by PC Green Autotuning aborted by PC- 
input LOCALFL, LOCAL, 
BALIN, CLAMP, ATENBL or 
command Man Forced or Al 
error. 

Failed Green Autotuning failed. 

Verify Uncertain The response of the step out- 

Green side bounds but not rejected 
and the design is considered 
uncertain. 

Verify OK Green The response of the step 
within bound of the design. 

48 Text Outside Start Zone Zone has changed during 

Gisen autotuning with gain schedul- 
ing. Text only visible during 
autotuning. 

49 | Text Low Excitation Green Excitation level too low. 
50.1 | Text Step Green Number of listen steps. 

OUT Step Green Number of output steps from 
the beginning of relay phase. 

SP Step Green Number of setpoint steps from 
the beginning of excitation 
phase. 

50.2 | Counter Green Counter value. 
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No Description Presentation Condition Remarks 
51 Text timeout (CONTINUE The setpoint step counter has 
restarts counter) SS max number of steps 
Green : 
timeout (ABORTS if The setpoint step counter has 
Verify fails) Green reach max number of steps 
-2. 
52 Text CONTINUE, AT_ALERT = 1 Question to the operator. Con- 
ACCEPT or STOP ? tinue tune, accept and save 
: setting or stop autotuning and 
Green restore setting. 
53.1 | Adaptation Alarm Indicator i Red flashing AL_F5_UNACK = 1 Unacknowledged alarm. 
m Red Alarm. 
53.2 | Adaptation Indicator m@ Green ADAPON = 1 Adaptation active. 
mw Yellow 1. Adaptation blocked by PC 
program or 
2. Not mode Auto, E71 or E2 or 
3. No autotuned setting exist. 
53.3 | Adaptation Adaptation Green ADAPON = 1 Adaptation active. 
Adaptation Grey 
53.4 | Text Failed Green Alarm text. 


4-310 


3BSE 001 962R0201 


AdvaCommand User Interface 
Section 4.14.5 PIDAPDO1 


4.14.5 PIDAPDO1 


Presentation: 


4. Mode 


5.External OUT Limitation 


3. Unit 
ee 


57.6| M/MIN 


Definition Point 


2. Value 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_F1_BLK = 1 or Blocked 
AL_F2_BLK = 1 
Black - FrameColor 
2 Measured Value MV Object value 
? 2? ? Red flashing Al_ERR Unacknowledged signal error 
AL_UNACK = 1 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
22? Red Al_ERR Signal error 
Red DISTURB = 1 Alarm 
Green NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Green UNIT NormalColor 
7 UnitVisible = noSubscription Unit is invisible 


3BSE 001 962R0201 


4-311 


AdvaCommand User Interface 


Section 4.14.5 PIDAPDO1 


No Description Presentation Condition Remarks 
4 Mode ModeVisible = true Object mode 
BaLo Green LOCAL = 1 Bal Local mode ModeColor 
Bal Green BAL = 1 Bal mode ModeColor 
MCp Green CLAMP = 1 Man Clamped mode 
ManModeColor 
MFd Green MANFD = 1 Man Forced mode 
ManModeColor 
M AT Green MAN =1 and Man mode and Autotuning 
ATENBL = 1 ManModeColor 
M Green MAN = 1 Man mode ManModeColor 
A AT Green AUTO = 1 and Auto mode and Autotuning 
ATENBL = 1 AutoModeColor 
A Ad Green AUTO = 1 and Auto mode and Adaptation 
ADAPON = 1 AutoModeColor 
A Green AUTO = 1 Auto mode AutoModeColor 
E1 AT Green E1=1 and E1 mode and Autotuning 
ATENBL = 1 E1ModeColor 
E1 Ad Green E1=1 and E1 mode and Adaptation 
ADAPON = 1 EiModeColor 
E1 Green E1=1 E1 mode EiModeColor 
E2 AT Green E2=1 and E2 mode and Autotuning 
ATENBL = 1 ModeColor 
E2 Ad Green E2=1 and E2 mode and Adaptation 
ADAPON = 1 ModeColor 
E2 Green E2=1 E2 mode 
E3 AT Green E3 = 1 and E3 mode and Autotuning 
ATENBL = 1 ModeColor 
E3 Green E3 =1 E3 mode ModeColor 
- ModeVisible = false Mode is invisible 
5 External OUT Limitation InterlockVisible = true External output limitation 
X Yellow (OUT=HL = 1 or OUT=LL = 1) and External output limitation 


EOLIM= 1 


InterlockVisible = false 


InterlockColor 


External limitation is invisible 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 

ModeVisible 4. Mode true, false 

InterlockVisible 5. External OUT Limitation true, false 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Measured Value K5 (Green), any color 

ModeColor 4. Mode K5 (Green), any color 

ManModeColor 4. Mode K5 (Green), any color 

AutoModeColor 4. Mode K5 (Green), any color 

E1ModeColor 4. Mode K5 (Green), any color 

InterlockColor 5. External OUT Limitation K3 (Yellow), any color 

SelectAreaColor 1. SelectArea K16 (Black), any color 

Font 2. Measured Value and 3. Unit FA40, any font 

FrameColor 1. SelectFrame K16 (Black), any color 

FrameWidth 1. SelectFrame 2, (1..4) 

NumberOfChar 2. Measured Value 7 Including . and - 
UseDisplayColor 4. Mode false, true true if DisplayColor used 
DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 


true 
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4.14.6 PIDAPD0O2 


Presentation: 


4. Mode 5.External OUT Limitation 2. Value 


1. Frame 4 
AX 3. Unit 
37.4(M/MIN~ 
eh Definition Point 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_F1_BLK = 1 or Blocked 
AL_F2_BLK = 1 
Black - FrameColor 
2 SP Value SETP Setpoint value 
Red flashing AL_UNACK = 1 
Red DISTURB = 1 
Cyan - NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Cyan UNIT NormalColor 
= UnitVisible = noSubscription Unit is invisible 
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No Description Presentation Condition Remarks 
4 Mode ModeVisible = true Object mode 
BaLo Green LOCAL = 1 Bal Local mode ModeColor 
Bal Green BAL = 1 Bal mode ModeColor 
MCp Green CLAMP = 1 Man Clamped mode 
ManModeColor 
MFd Green MANFD = 1 Man Forced mode 
ManModeColor 
M AT Green MAN =1 and Man mode and Autotuning 
ATENBL = 1 ManModeColor 
M Green MAN = 1 Man mode ManModeColor 
A AT Green AUTO = 1 and Auto mode and Autotuning 
ATENBL = 1 AutoModeColor 
A Ad Green AUTO = 1 and Auto mode and Adaptation 
ADAPON = 1 AutoModeColor 
A Green AUTO = 1 Auto mode AutoModeColor 
E1 AT Green E1=1 and E1 mode and Autotuning 
ATENBL = 1 E1ModeColor 
E1 Ad Green E1=1 and E1 mode and Adaptation 
ADAPON = 1 EiModeColor 
E1 Green E1=1 E1 mode EiModeColor 
E2 AT Green E2=1 and E2 mode and Autotuning 
ATENBL = 1 ModeColor 
E2 Ad Green E2=1 and E2 mode and Adaptation 
ADAPON = 1 ModeColor 
E2 Green E2=1 E2 mode 
E3 AT Green E3 = 1 and E3 mode and Autotuning 
ATENBL = 1 ModeColor 
E3 Green E3 =1 E3 mode ModeColor 
- ModeVisible = false Mode is invisible 
5 External OUT Limitation InterlockVisible = true External output limitation 
X Yellow (OUT=HL = 1 or OUT=LL = 1) and External output limitation 


EOLIM= 1 


InterlockVisible = false 


InterlockColor 


External limitation is invisible 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 

ModeVisible 4. Mode true, false 

InterlockVisible 5. External OUT Limitation true, false 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Setpoint Value K9Q (Cyan), any color 

ModeColor 4. Mode K5 (Green), any color 

ManModeColor 4. Mode K5 (Green), any color 

AutoModeColor 4. Mode K5 (Green), any color 

E1ModeColor 4. Mode K5 (Green), any color 

InterlockColor 5. External OUT Limitation K3 (Yellow), any color 

SelectAreaColor 1. SelectArea K16 (Black), any color 

Font 2. Setpoint Value and 3. Unit FA40, any font 

FrameColor 1. SelectFrame K16 (Black), any color 

FrameWidth 1. SelectFrame 2, (1..4) 

NumberOfChar 2. Setpoint Value 7 Including . and - 
UseDisplayColor 4. Mode false, true true if DisplayColor used 
DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 


true 
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4.14.7 PIDAPD0O3 


Presentation: 


4. Mode 5.External OUT Limitation 2. Value 


1. Frame v4 
AX ee 3. Unit 
45.8| DEC 
Definition Point 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_F1_BLK = 1 or Blocked 
AL_F2_BLK = 1 
Black - FrameColor 
2 Output Value OUT Output value 
Red flashing AL_UNACK = 1 
Red DISTURB = 1 
Magenta - NormalColor 
3 Unit UnitVisible = onRequest Object output unit 
Magenta OUTUNIT NormalColor 
= UnitVisible = noSubscription Unit is invisible 
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No Description Presentation Condition Remarks 
4 Mode ModeVisible = true Object mode 
BaLo Green LOCAL = 1 Bal Local mode ModeColor 
Bal Green BAL = 1 Bal mode ModeColor 
MCp Green CLAMP = 1 Man Clamped mode 
ManModeColor 
MFd Green MANFD = 1 Man Forced mode 
ManModeColor 
M AT Green MAN =1 and Man mode and Autotuning 
ATENBL = 1 ManModeColor 
M Green MAN = 1 Man mode ManModeColor 
A AT Green AUTO = 1 and Auto mode and Autotuning 
ATENBL = 1 AutoModeColor 
A Ad Green AUTO = 1 and Auto mode and Adaptation 
ADAPON = 1 AutoModeColor 
A Green AUTO = 1 Auto mode AutoModeColor 
E1 AT Green E1=1 and E1 mode and Autotuning 
ATENBL = 1 E1ModeColor 
E1 Ad Green E1=1 and E1 mode and Adaptation 
ADAPON = 1 EiModeColor 
E1 Green E1=1 E1 mode EiModeColor 
E2 AT Green E2=1 and E2 mode and Autotuning 
ATENBL = 1 ModeColor 
E2 Ad Green E2=1 and E2 mode and Adaptation 
ADAPON = 1 ModeColor 
E2 Green E2=1 E2 mode 
E3 AT Green E3 = 1 and E3 mode and Autotuning 
ATENBL = 1 ModeColor 
E3 Green E3 =1 E3 mode ModeColor 
- ModeVisible = false Mode is invisible 
5 External OUT Limitation InterlockVisible = true External output limitation 
X Yellow (OUT=HL = 1 or OUT=LL = 1) and External output limitation 


EOLIM= 1 


InterlockVisible = false 


InterlockColor 


External limitation is invisible 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 

ModeVisible 4. Mode true, false 

InterlockVisible 5. External OUT Limitation true, false 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Output Value K11 (Magenta), any color 

ModeColor 4. Mode K5 (Green), any color 

ManModeColor 4. Mode K5 (Green), any color 

AutoModeColor 4. Mode K5 (Green), any color 

E1ModeColor 4. Mode K5 (Green), any color 

InterlockColor 5. External OUT Limitation K3 (Yellow), any color 

SelectAreaColor 1. SelectArea K16 (Black), any color 

Font 2. Output Value and 3. Unit FA40, any font 

FrameColor 1. SelectFrame K16 (Black), any color 

FrameWidth 1. SelectFrame 2, (1..4) 

NumberOfChar 2. Output Value 7 Including . and - 
UseDisplayColor 4. Mode false, true true if DisplayColor used 
DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 


true 
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4.14.8 PIDAPD51 


Presentation: 


Behavior: 


1. Frame ————+ 


4. High Limit 2 —~ 


5. High Limit 1 p> 


2. Al Error ————+—+ 9? 


3. MV Value 


6. Low Limit 1 —~ 


7. Low Limit 2 —~ 


Definition Point ge 


No Description Presentation Condition Remarks 

1.1 SelectFrame White SELECTED = 1 Object frame 
Black - FrameColor 

1.2 TopLeftEdge Three Dimensions effect 
Grey - TopLeftColor 

1.3 BottomRightEdge Three Dimensions effect 
Grey - BottomRightColor 

2 Al Error ? Red flashing Al_ERR and AL_UNACK = 1 Unacknowledged signal error 
? Red Al_ERR Al error alarm 

3 MV Value MV Object value 
- Al_ERR Invisible - Signal error 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB =1 Alarm 
Green NormalColor 

4 High Limit 2 MVH2 Alarm High limit 2 

—~_ - MVH2 > MAX Invisible 

Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_MV>H2 = 1 
Unfilled Red flashing AU_MV>H2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey + LimitColor 
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No Description Presentation Condition Remarks 
5 High Limit 1 MVH1 Warning High limit 1 
>— - MVH1 > MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MV>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey . LimitColor 
6 Low Limit 1 MVL1 Warning Low limit 1 
b— - MVL1 < MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - LimitColor 
7 Low Limit 2 MVL2 Alarm Low limit 2 
—~( - MVL2 < MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey = LimitColor 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
NormalColor 3. MV Value K5 (Green), any color 
TopLeftColor 1.2 TopLeftEdge N13 (Black), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Black), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 
FrameWidth 1.1 SelectFrame 2, (1..4) 


BarBackColor 


LimitColor 


3. MV Value 


4. High Limit 2, 5. High Limit 1, 
6. Low Limit 1 and 7. Low Limit 2 


K16 (Black), any color 
M16 (Grey), any color 


Background color of the bargraph 
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4.14.9 PIDAPD52 


Presentation: 


Behavior: 


1. Frame —_ 


3. High SP LImit ___ is 


2. SP Value ——_} 


4. Low SP Limit 


Definition Point rad 


No Description Presentation Condition Remarks 

11 SelectFrame White SELECTED = 1 Object frame 
Black : FrameColor 

1.2 TopLeftEdge Three Dimensions effect 
Grey - TopLeftColor 

1.3 BottomRightEdge Three Dimensions effect 
Grey - BottomRightColor 

2 Setpoint Value SETP Object setpoint value 
Red flashing AL_UNACK = 1 
Red DISTURB = 1 
Cyan - NormalColor 

3 High SP Limit SETPH Upper setpoint limit 
Yellow SP=HL = 1 Limitation line and mesh 
Grey : LimitColor 

4 Low SP Limit SETPL Lower setpoint limit 
Yellow SP=LL = 1 Limitation line and mesh 
Grey - LimitColor 


The conditions are in priority order. Underlined parameters are configurable. 
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Configuration: 


Parameters 


Affects 


Options (bold is default) 


Remarks 


NormalColor 
TopLeftColor 
BottomRightColor 
FrameColor 
FrameWidth 
BarBackColor 


LimitColor 


2. Setpoint Value 
1.2 TopLeftEdge 
1.3 BottomRightEdge 
1.3 SelectFrame 
1.1 SelectFrame 
2. Setpoint Value 


3. High SP Limit and 
4. Low SP Limit 


K9Q (Cyan), any color 
N13 (Black), any color 
N13 (Black), any color 
K16 (Black), any color 
2, (1..4) 

K16 (Black), any color 
M16 (Grey), any color 


Regarding the choice of the color 


it will be three dimension effect 


Background color of the bargraph 
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4.14.10 PIDAPD53 


Presentation: 


1. Frame —W—~ | | 
3. High OUT Limit—— 


2. OUT Value 


4. Low OUT Limit — 


Definition Point 


Behavior: 
No Description Presentation Condition Remarks 
11 SelectFrame White SELECTED = 1 Object frame 
Black - FrameColor 
1.2 TopLeftEdge Three Dimensions effect 
Grey - TopLeftColor 
1.3 BottomRightEdge Three Dimensions effect 
Grey - BottomRightColor 
2 Output Value OUT Output value 
Red flashing AL_UNACK = 1 
Red DISTURB = 1 
Magenta - NormalColor 
3 High OUT Limit OUTPH Upper output limit 
= OUTPH > OUTMAX or Invisible 
(EOHL > OUTMAX and 
EOLIM = 1) 
Yellow OUT=HL = 1 Limitation line and mesh 
Grey - LimitColor 
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No Description 


Presentation 


Condition 


Remarks 


4 Low OUT Limit 


OUTPL 


OUTPL < OUTMIN or 
(EOLL < OUTMIN and 


Lower output limit 


Invisible 


EOLIM = 1) 
Yellow OUT=LL = 1 Limitation line and mesh 
Grey - LimitColor 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 

NormalColor 2. Output Value K11 (Magenta), any color 

TopLeftColor 1.2 TopLeftEdge N13 (Black), any color Regarding the choice of the color 

BottomRightColor 1.3 BottomRightEdge N13 (Black), any color it will be three dimension effect 

FrameColor 1.1 SelectFrame K16 (Black), any color 

FrameWidth 1.1 SelectFrame 2, (1..4) 


BarBackColor 


LimitColor 


2. Output Value 


3. High OUT Limit and 
4. Low OUT Limit 


K16 (Black), any color 


M16 (Grey), any color 


Background color of the bargraph 
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4.14.11 PIDAWIO1 


Presentation: 


4. Ranges 5. Direction 14. Opening or Closing 
2. Header ————_» PIDCONA1 ——_—— 1. Frame 
DESCRIPTION | ' 6 
: ner 
a Suetine— aM PBXF 400.07 4 ; 7. High Limit 2 
19. MV Value 57.6 | M/MIN ft 8. High Limit 1 
7 : + 16. High OUT Limit 
4 12. High SP Limit 
20. SP Value j 37.4 | M/MIN L 6. Modsiired Value 
-~ 11. SP Value 
21. OUT Value—__- 45.8|DEC xX < 15. OUT Value 
t a 18. ACT Value 
23. ACT Value——+> 70.5 | DEC a 13. Low SP Limit 
0.0 17. Low OUT Limit 
/ 9. Low Limit 1 
Definition point 22. External OUT Limitation 10. Low Limit 2 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame Object select frame 
White SELECTED = 1 Only for overlap 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green - Normal 
3 Status Line 
3.1. |Mode BaLo Green LOCAL = 1 Bal Local mode 
Bal Green BAL = 1 Bal mode 
MCp Green CLAMP = 1 Man Clamped mode 
MFd Green MANFD = 1 Man Forced mode 
M AT Green MAN = 1 and Man mode and autotuning 
ATENBL = 1 
M Green MAN = 1 Man mode 
A AT Green AUTO = 1 and Auto mode and autotuning 
ATENBL = 1 
A Ad Green AUTO = 1 and Auto mode and adaptation 
ADAPON = 1 
A Green AUTO = 1 Auto mode 
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No Description Presentation Condition Remarks 
E1 AT Green E1=1 and E1 mode and autotuning 
ATENBL = 1 
E1 Ad Green E1=1 and F1 and adaptation 
ADAPON = 1 
E1 Green E1=1 E1 mode 
E2 AT Green E2=1 and E2 mode and autotuning 
ATENBL = 1 
E2 Ad Green E2=1 and E2 mode and adaptation 
ADAPON = 1 
E2 Green E2 =1 E2 mode 
E3 AT Green E3 =1 and E3 mode and autotuning 
ATENBL = 1 
E3 Green E3 =1 E3 mode 
3.2 Printout Blocked P Yellow PRINT_F1_BLK = 1 or Printout of alarm blocked 
PRINT_F2_BLK = 1 
3.3 Alarm Blocked B Yellow AL_F1_BLK = 1 or Alarm blocked by operator 
AL_F2_BLK = 1 
Bx Yellow AL_F1_P_BLK = 1 or Alarm blocked by PC 
AL_F2_P_BLK =1 
3.4 Alarm F Red DISTURB = 1 Alarm 
4.1 Range Max Green MAX Range Max of the MV and SP 
values 
4.2 Range Min Green MIN Range Min of the MV and SP 
values 
5 Direction Incr Green REVACT = 1 Increase. When measured 
value is increasing, it is coun- 
teracted by with increasing 
output. 

Dect Green REVACT =0 Decrease. When measured 
value is decreasing, output 
also decreasing. 

6 Measured Value MV Measured value 

Green - 

7 High Limit 2 MVH2 High Alarm limit 2 
—~_( - MVH2 >= MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 


Unfilled Grey 


MV>H2 = 1 and AU_LMV>H2 = 1 
AU_MV>H2 = 1 
MV>H2 = 1 
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No Description Presentation Condition Remarks 
8 High Limit 1 MVH1 High Warning limit 1 
>— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MV>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey - 
9 Low Limit 1 MVL1 Low Warning limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - 
10 Low Limit 2 MVL2 Low Alarm limit 2 
—~( - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey - 
11 SP Value SETP Setpoint Value 
Cyan - 
12 High SP Limit SETPH Upper limit setpoint 
Yellow SP=HL = 1 Limitation line and mesh. 
Grey - 
13 Low SP Limit SETPL Lower limit setpoint 
Yellow SP=LL = 1 Limitation line and mesh. 
Grey - 
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No Description Presentation Condition Remarks 
14 Opening or Closing Op Magenta ACT_DIR = OPENING Opening. When output is 
increasing the valve is open- 
ing. 
Cl Magenta ACT_DIR = CLOSING Closing.When output is 
increasing the valve is closing. 
15 OUT Value OUT Output value 
Magenta 7 
16 High OUT Limit OUTPH Upper limit output 
“ OUTPH > OUTMAX or Invisible 
(EOHL > OUTMAX and 
EOLIM = 1) 
Yellow OUT=HL = 1 Limitation line and mesh 
Grey - 
17 Low OUT Limit OUTPL Lower limit output 
= OUTPL < OUTMIN or Invisible 
(EOLL < OUTMIN and 
EOLIM = 1) 
Yellow OUT=LL = 1 Limitation line and mesh 
Grey - 
18 ACT Value ACTPOS Actuator position 
Blue SHOW_ACT = 1 
19 Measured Value The MV object value 
19.1 | MV Value 2? ?Red AI_ERR Al Error 
MV Measured value 
Green 7 
19.2 | MV Unit UNIT Measured unit 
Green > 
20 Setpoint Value The SP object value 
20.1 | SP Value SETP Setpoint value 
Cyan - 
20.2 | SP Unit UNIT Setpoint unit 
Cyan - 
21 Output Value The OUT object value 
21.1. | OUT Value OUT Output value 
Magenta - 
21.2 | OUT Unit OUTUNIT Output unit 
Magenta 7 
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No Description Presentation Condition Remarks 
22 External OUT Limitation X Yellow (OUT=HL = 1 or OUT limited by external limita- 
OUT=LL = 1) tion 
and EOLIM = 1 
23 Actuator Value The ACT object value 
23.1 | ACT Value ACTPOS Actuator value 
Blue SHOW_ACT = 1 
23.2 | SP Unit OUTUNIT Actuator unit 
Blue SHOW_ACT = 1 
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4.15 Process Dialog for Process Controller PIDCON 
4.15.1 MIN Dialog (No authority key) 


4.15.1.1 Keyboard keys 


5. Man 7. E1 4. Previous Level 
| 6. Auto 8. re 
I ps 


cs 


Prev 
Object 


auto 


Dialog 
Exit 


© 


r 
ji inroase—t ¢ | 


10. Decrease 


Key 1: Acknowledge 
Key 2: Object Trend 
Key 3: Object Display 
Key 4: Previous Level 
Key 5: 
Key 6: Auto 
Key 7: 
Key 8: 


Key 9: Increase 


Key 9: Shift + Increase 


Key 10: Decrease 


Key 10: Shift + Decrease 
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Figure 4-92. Keyboard keys 


Perform: Acknowledge 

Select: Object Trend 

Select: Object Display 

Select Dynamic keys: Top Level 


Perform: Set to manual mode 


Perform: Set to automatic mode 


Perform: Set to externall mode 


Perform: Set to external2 mode 


Perform: Increase output value 
with 0.5 if MAN = | 
Increase setpoint value 


with 0.5 


Perform: Increase output value 
with 5.0 if MAN = 1 
Increase setpoint value 


with 5.0 


Perform: Decrease output value 
with 0.5 if MAN = | 
Decrease setpoint value 


with 0.5 


Perform: Decrease output value 
with 5.0 if MAN = 1 
Decrease setpoint value 


with 5.0 


3. Object Display 
2. Object Trend 


Je 1. Acknowledge 


AL_UNACK = 0 


MMI MAN = 1/MAN= 1 
MMI AUTO = 1 / AUTO= 1 
MMI El =1/E1=1 

MMI E2=1/E2=1 
MANOUT 


SETP 


MANOUT 


SETP 


MANOUT 


SETP 


MANOUT 


SETP 
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4.15.1.2 Dynamic keys, Top Level 


4.15.1.3 Dynamic keys, Keyboard 
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Ps Man Forced a E3 


Pe OUT ve SP 


D1: Man Forced 


D2: E3 


D6: OUT 
D7: SP 


D10: Keyboard... 


D1 D2 
A Increase Man 


Dé D7 
Decrease 


D 


pare 


: Increase 


D2: Man 
D3: Auto 
D4: E1 
D5: E2 


D6: Decrease 


D7: Acknowledge 
D8: Object Display 


D9: Object Trend 


Acknowledge 


D3 D4 


D8 Dg 


Figure 4-93. Dynamic keys 


Perform: Set to manual forced mode 
Pressed: green text 
Released: white text 


Perform: Set to external 3 mode 
Pressed: green text 
Released: white text 


Pressed: Dialog for changing 
Output value, value magenta 


Pressed: Dialog for changing 
Setpoint value, value cyan 


Select Dynamic keys: Keyboard 


Auto E1 


Object Display 


Figure 4-94. Dynamic keys 


Perform: Increase output value 
with 0.5 if MAN = 1 
Increase setpoint value 
with 0.5 


Perform: Set to manual mode 

Perform: Set to automatic mode 
Perform: Set to external! mode 
Perform: Set to external2 mode 


Perform: Decrease output value 
with 0.5 if MAN = 1 
Decrease setpoint value 
with 0.5 


Perform: Acknowledge 
Select: Object Display 
Select: Object Trend 


Object Trend 


DS 


pie Keyboard... 


MANEFD = 1 


MMI _E3=1/E3=1 


MANOUT 


SETP 


DS EO 


D10 


MANOUT 

SETP 

MMI MAN =1/MAN=1 
MMI AUTO = 1/AUTO=1 
MMI El =1/E1=1 


MMI E2=1/E2=1 
MANOUT 


SETP 


AL_UNACK = 0 
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4.15.2 MAX Dialog (Authority key) 


4.15.2.1 Keyboard keys 


4. Previous Level 


3. Object Display 


5. Next Block 
6. Man 8. E1 
| 7. Auto | 9. E2 
| | | | | | Dialog [x 
Monfavto] e1 | €2 | oon é | a 


. Increase 


1 


—_— 


. Decrease 


Key 1: Acknowledge 


Key 2: Object Trend 
Key 3: Object Display 
Key 4: Previous Level 


Key 5: Next Block 


Key 6: 
Key 7: 
Key 8: 
Key 9: 


Key 10: Increase 


Key 10: Shift + Increase 


Key 11: Decrease 


Key 11: Shift + Decrease 
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Figure 4-95. Keyboard keys 


Perform: Acknowledge 

Select: Object Trend 

Select: Object Display 

Select Dynamic keys: Top Level 


Page between the dynamic key sets: 
Block, Limits, Parameters and Keyboard 


Perform: Set to manual mode 


Perform: Set to automatic mode 


Perform: Set to externall mode 


Perform: Set to external2 mode 


Perform: Increase output value 
with 0.5 if MAN = 1 
Increase setpoint value 


with 0.5 


Perform: Increase output value 
with 5.0 if MAN = | 
Increase setpoint value 


with 5.0 


Perform: Decrease output value 
with 0.5 if MAN = 1 
Decrease setpoint value 


with 0.5 


Perform: Decrease output value 
with 5.0 if MAN = | 
Decrease setpoint value 


with 5.0 


2. Object Trend 


1. Acknowledge 


AL_UNACK = 0 


MMI MAN = 1/MAN=1 
MMI AUTO = 1/AUTO=1 
MMI El =1/E1=1 

MMI E2=1/E2=1 
MANOUT 


SETP 


MANOUT 


SETP 


MANOUT 


SETP 


MANOUT 


SETP 
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4.15.2.2 Dynamic keys, Top Level 


4.15.2.3 Dynamic keys, Keyboard 
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D1 


D6 


D 


pare 


D2: 


D4: 


D5: 


D6: 


D7: 


D9: 


Man Forced 


OUT 


: Man Forced 


E3 


Block... 
Limits... 


OUT 


SP 


Parameters... 


D10: Keyboard... 


D1 
A Increase 


D6 
Vv Decrease 


D 


= 


D2: 
D3: 
D4: 
D5: 


D6: 


D7: 


D8: 


D9: 


: Increase 


Man 
Auto 
E1 
E2 


Decrease 


Acknowledge 
Object Display 


Object Trend 


Acknowledge 


D3 D4 
Block... 


D8 D9 
Parameters... 


Figure 4-96. Dynamic keys 


Perform: Set to manual forced mode 
Pressed: green text 
Released: white text 


Perform: Set to external 3 mode 
Pressed: green text 
Released: white text 


Select Dynamic keys: Block 
Select Dynamic keys: Limits 


Pressed: Dialog for changing 
Output value, value magenta 


Pressed: Dialog for changing 
Setpoint value, value cyan 


Select Dynamic keys: Parameters 


Select Dynamic keys: Keyboard 


Pe Auto nt E1 


Object Display Object Trend 


Figure 4-97. Dynamic keys 


Perform: Increase output value 
with 0.5 if MAN = 1 
Increase setpoint value 
with 0.5 


Perform: Set to manual mode 

Perform: Set to automatic mode 
Perform: Set to external! mode 
Perform: Set to external2 mode 


Perform: Decrease output value 
with 0.5 if MAN = 1 
Decrease setpoint value 
with 0.5 


Perform: Acknowledge 
Select: Object Display 
Select: Object Trend 


DS 


Limits... 
ae Keyboard... 
MANFD = 1 


MMI E3=1/E3=1 


MANOUT 


SETP 


D5 E2 


D10 


MANOUT 


SETP 


MMI MAN = 1/MAN=1 
MMI AUTO = 1/AUTO=1 


MMI El =1/E1=1 
MMI E2=1/E2=1 
MANOUT 


SETP 


AL_UNACK = 0 
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4.15.2.4 Dynamic keys, Block 


D1 Block D2 Block D3 D4 Block D5 Block 
Alarm 1 Printout 1 Alarm 2 Printout 2 

Dé Deblock D7 Deblock D8 Dg Deblock D10 Deblock 
Alarm 1 Printout 1 Alarm 2 Printout 2 


Figure 4-98. Dynamic keys 


D1: Block Alarm 1 Pressed: yellow text AL_F1_BLK=1 
Released: white text 

D2: Block Printout 1 Pressed: yellow text PRINT_F1_BLK = 1 
Released: white text 

D4: Block Alarm 2 Pressed: yellow text AL_F2_BLK=1 
Released: white text 

D5: Block Printout 2 Pressed: yellow text PRINT_F2_BLK = 1 
Released: white text 

D6: Deblock Alarm 1 Pressed: green text AL_F1_BLK=0 
Released: white text 

D7: Deblock Printout 1 Pressed: green text PRINT_Fl_BLK = 0 
Released: white text 

D9: Deblock Alarm 2 Pressed: green text AL_F2_BLK=0 
Released: white text 

D10: Deblock Printout 2 Pressed: green text PRINT_F2_BLK = 0 


Released: white text 
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4.15.2.5 Dynamic keys, Limits 


D1 D2 


H1 80.00 H2 90.00 


D6 D7 


L1 20.00 L2 10.00 


D1: H1 


D2: H2 
D3: SP H 
D4: DEV H1 
D5: OUT H 
D6: L1 
D7: L2 
D8: SPL 
D9: DEV L1 


D10: OUT L 
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D3 


D8 


D4 


SPH 50.00 DEV H1 


Dg 


SPL 10.00 DEVL1 -1. 


Figure 4-99. Dynamic keys 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Pressed: 


Dialog for changing 
High Limit 1, value green 


Dialog for changing 
High Limit 2, value green 


Dialog for changing 
Setpoint High, value cyan 


Dialog for changing 
Devation High, value cream 


Dialog for changing 
Output High, value magenta 


Dialog for changing 
Low Limit 1, value green 


Dialog for changing 
Low Limit 2, value green 


Dialog for changing 
Setpoint Low, value cyan 


Dialog for changing 
Devation Low, value cream 


Dialog for changing 
Output Low, value magenta 


DS 


OUTH 100.00 


D10 


OUT L 0.00 


MVH1 


MVH2 


SETPH 


DEVHI1 


OUTPH 


MVLI1 


MVL2 


SETPL 


DEVLI1 


OUTPL 
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4.15.2.6 Dynamic keys, Parameters 


DE Block | Pe Block D PS Gain 1.32 mt Tl 6.01 PSTD 4.01 


Pe Deblock | °7 _ Deblock D oe ad TF 2.45 P10 DZ 0.98 


Figure 4-100. Dynamic keys 


D1: Block | Pressed: yellow text BLK_I= 1 
Released: white text 


D2: Block D Pressed: yellow text BLK_D=1 
Released: white text 


D3: Gain Pressed: Dialog for changing GAIN 
Gain value, value green 


D4: TI Pressed: Dialog for changing TI 
TI value, value green 


D5: TD Pressed: Dialog for changing TD 
TD value, value green 


D6: Deblock | Pressed: green text BLK_I=0 
Released: white text 


D7: Deblock D Pressed: green text BLK_D=0 
Released: white text 


D9: TF Pressed: Dialog for changing TF 
TD value, value green 


D10: DZ Pressed: Dialog for changing DZ 
DEADZ value, value green 
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4.15.3 PIDGRO1 


Presentation: 


2. Header 


4. MV Range Max 
7. High Limit 2 


PIDCON1 


DESCRIPTION 


8. High Limit 1 


6. Measured Value 


9. Low Limit 1 


10. Low Limit 2 


5. MV Range Min 


18. MV Value 
19. SP Value 
20. OUT Value 
22. ACT Value 


Definition point 


. Frame 


. Status Line 
. High SP Limit 


. High OUT Limit 


. ACT Value 


. OUT Value 
. SP Value 


. Low SP Limit 


. Low OUT Limit 


. External OUT Limitation 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green - Normal 
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No Description Presentation Condition Remarks 
3 Status Line Status Line 
3.1. | Mode Ball Green LOCAL = 1 Bal Local mode 
Bal Green BAL = 1 Bal mode 
M.C.P.O. Green CLAMPED = 1 Man Clamped mode 
ManModeColor 
MFd Green MANED = 1 Man Forced mode 
ManModeColor 
M Green MAN = 1 Man mode ManModeGolor 
A Green AUTO = 1 Auto mode 
E1 Green E1=1 E1 mode 
E2 Green E2=1 E2 mode 
E3 Green E3=1 E3 mode 
3.2 Direction Incr Green MV_DIR = INCREASING Increase of measured value 
Dect Green MV_DIR = DECREASING Decrease of measured value 
3.3 Opening or Closing Op Magenta ACT_DIR = OPENING Actuator position opening 
Cl Magenta ACT_DIR = CLOSING Actuator position closing 
3.4 Printout Blocked P Yellow PRINT_F1_BLK = 1 or Printout blocked 
PRINT_F2_BLK = 1 
3.5 Alarm Blocked B Yellow AL_F1_BLK =1 or Alarm Blocked by operator 
AL_F2_BLK =1 
Bx Yellow AL_F1_P_BLK = 1 or Alarm blocked by PC-program 
AL_F2_P_BLK=1 
3.6 Alarm Indication F Red DISTURB = 1 Alarm 
4 MV Range Max Green MAX Max Range of the MV and SP 
values 
5 MV Range Min Green MIN Min Range of the MV and SP 
values 
6 Measured Value Bargraph MV Measured Value 
Green : 
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No Description Presentation Condition Remarks 
7 High Limit 2 MVH2 Alarm High limit 2 
- MVH2 >= MAX Invisible 


—{ 


Filled Yellow 
Unfilled Yellow 
Filled Red flashing 


MV>H2 = 1 and AL_F2_BLK =1 
AL_F2_BLK = 1 


MV>H2 = 1 and AU_LMV>H2 = 1 


Unfilled Red flashing AU_MV>H2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey - 
8 High Limit 1 MVH1 Warning High limit 1 
b— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 


Filled Red flashing 


MV>H1 = 1 and AU_LMV>H1 = 1 


Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey - 
9 Low Limit 1 MVL1 Warning Low limit 1 
>— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 


Filled Red flashing 


MV<L1 = 1 and AU_MV<L1 = 1 


Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - 
10 Low Limit 2 MVL2 Alarm Low limit 2 
—~_( - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 

Unfilled Grey 


MV<L2 = 1 and AU_MV<L2 = 1 
AU_MV<L2 = 1 
MV<L2 = 1 
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No Description Presentation Condition Remarks 
11 SP Value Bargraph SETP Setpoint value 
Cyan - 
12 High SP Limit SETPH Upper limit setpoint 
Yellow SP=LL = 1 Limitation line and mesh 
Grey - 
13 Low SP Limit SETPL Lower limit setpoint 
Yellow SP=LL = 1 Limitation line and mesh 
Grey - 
14 OUT Value Bargraph POUT Output value 
Magenta 7 
15 High OUT Limit OUTPH Upper limit output 
- OUTPH > 100 or Invisible 
(EOHL > 100 and 
EOLIM = 1) 
Yellow OUT=HL = 1 Limitation line and mesh 
Grey - 
16 Low OUT Limit OUTPL Lower limit output 
= OUTPL < 0 or Invisible 
(EOLL < 0 and 
EOLIM = 1) 
Yellow OUT=LL = 1 Limitation line and mesh 
Grey - 
17 ACT Value Bargraph ACTPOS Actuator value 
Blue CTRL = ON-OFF 
18 Measured Value The MV object value 
18.1 | MV MV Grey Text in front of the value 
18.2 | MV Value 222? Red AI_ERR = 1 Al Error 
MV Measured value 
Green : 
18.3 | MV Unit UNIT Measured unit 
Green - 
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No Description Presentation Condition Remarks 
19 Setpoint Value The SP object value 
19.1 | SP SP Grey Text in front of the value 
19.2 | SP Value SETP Setpoint value 

Cyan - 
19.3 | SP Unit UNIT Setpoint unit 

Cyan - 
20 Output Value The OUT object value 
20.1 | OUT OUT Grey Text in front of the value 
20.2 | OUT Value POUT Output value 

Magenta - 


20.3 | OUT Unit 


% Magenta 


Output unit 


21 External OUT limitation X Yellow (OUT=HL = 1 or OUT=LL= 1) and OUT limited by external limita- 
EOLIM = 1 tion 
22 Actuator Value The ACT object value 
22.1 | ACT ACT Grey CTRL = ON-OFF Text in front of the value 
22.2 | ACT Value ACTPOS Actuator value 
Blue CTRL = ON-OFF 
22.3 | ACT Unit % Blue CTRL = ON-OFF Actuator unit 


The conditions are in priority order. Underlined parameters are configurable. 


Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FC50, any font 
ManModeColor 3.1 Mode K5 (Green), any color 
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4.15.4 PIDOBO1 


Presentation: 


2 8 9 10 11 3 4 
_— ALARM LIMITS 
Incr Op MV PB i H2 90.00 ———_+_ 12 
5 —+. 120.00 120.00 PB MH1 80.00 =——— 13 
100.0 Ul baa PB MLi 20.00 ~——+ 14 
+] PB ML2 10.00 ~——+ 15 
Mie DEVPB MH 2.20 ~——_++ 16 
PB ML -190 ~——_+ 17 
: lee - LIMITATIONS 
ae ae sP MH 5000 ~—__+ 18 
BL 10.00 _~———_+ 19 
» OUT Hi H_ 100.00 90.00 ~~ 20 
20.00 4 20.00 BL 0.00 10.00 =+- 21 
6—+— “0.0 ne | 0.0 
i PARAMETERS 
t-4 t-3 t-2 t-1 t PID 3 
34 —_|_— gy Bal r~ MV 57.6| M/MIN 2 ii ae 
ae i B 4. = 
pl ee ee ees r- SP 37.4] M/MIN "Tl 6009s 48s 24 
37 —| > mm E1 Extref_1 t= OUT 45.8) % X ae wae ae s— oe 
38 —|__ > [Hf E2 Extref_2 L~ ACT 70.5] % us ne 23s aI se 
a sls acto l> DEV 20.2] % DZ 0.98% ~——____| 28 
29-33 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green - Normal 
3 Section Section Grey Text in front of the value 
Green PROC_SEC Process section 
4 Class Class Grey Text in front of the value 
Green CLASS Object class 
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No Description Presentation Condition Remarks 
5 MV Range Max MAX Range Max of the MV and SP 
value 
Green : 
OUT Range Max Range Max of OUT is 100.0 % 
100.0 Magenta - 
6 MV Range Min MIN Range Min of the MV and SP 
value 
Green : 
OUT Range Min Range Min of OUT is 0.0 % 
0.0 Magenta : 
7 Measure Value Trim Curve MV Object measure value 
Green < 
Setpoint Value Trim Curve SETP Object setpoint value 
Cyan - 
Output Value Trim Curve POUT Object output value 
Magenta - 
8.1 Direction Incr Green MV_DIR = INCREASING Increase of measured value 
Decr Green MV_DIR = DECREASING Decrease of measured value 
8.2 Measured Value Bargraph MV Measured Value 
Green - 
8.3 High Limit 2 MVH2 Alarm High limit 2 
—~_( - MVH2 >= MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_MV>H2 = 1 
Unfilled Red flashing AU_MV>H2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey 
8.4 High Limit 1 MVH1 Warning High limit 1 
>— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MV>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey : 
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No Description Presentation Condition Remarks 
8.5 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - 
8.6 Low Limit 2 MVL2 Alarm Low limit 2 
—~_( - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey - 
9.1 SP Value Bargraph Cyan SETP Setpoint value 
9.2 High SP Limit SETPH Upper limit setpoint 
Yellow SP=HL = 1 Limitation line and mesh 
Grey - 
9.3 Low SP Limit SETPL Lower setpoint limit 
Yellow SP=LL = 1 Limitation line and mesh 
Grey - 
10.1 | Opening or Closing Op Magenta ACT_DIR = OPENING Actuator position opening 
Cl Magenta ACT_DIR = CLOSING Actuator position closing 
10.2 | OUT Value Bargraph POUT Output value 
Magenta - 
10.3. | High OUT Limit OUTPH Upper limit output 
- OUTPH > 100 or Invisible 
(EOHL > 100 and EOLIM = 1) 
Yellow OUT=HL = 1 Limitation line and mesh 
Grey - 
10.4 | Low OUT Limit OUTPL Lower limit output 
= OUTPL <0 or Invisible 
(EOLL < 0 and EOLIM = 1) 
Yellow OUT=LL = 1 Limitation line and mesh 
Grey - 
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No Description Presentation Condition Remarks 
11 ACT Value Bargraph ACTPOS Actuator value 
Blue CTRL = ON-OFF 
12 ALARM LIMITS Alarm limits 
12.1 | MV Text MV Grey Text in front of the line 
12.2 | Printout blocked P Yellow PRINT_F2_BLK = 1 Printout blocked 
12.3 | Alarm blocked B Yellow AL_F2_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_F2_P_BLK = 1 Alarm blocked by PC-program 
12.4 | Alarm Indication i Red flashing AU_MV>H2 = 1 Unacknowledged alarm 
m Red MV>H2 = 1 Alarm 
12.5 |H2 Text H2 Grey Text in front of the value 
12.6 |H2 Value Green MVH2 High limit 2 value 
13.1 Printout blocked P Yellow PRINT_F1_BLK = 1 Printout blocked 
13.2 | Alarm blocked B Yellow AL_F1_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_F1i_P_BLK =1 Alarm blocked by PC-program 
13.3 | Alarm Indication i Red flashing AU_MV>H1 = 1 Unacknowledged alarm 
m Red MV>H1 = 1 Alarm 
13.4 |H1 Text H1 Grey Text in front of the value 
13.5 |H1 Value Green MVH1 High limit 1 value 
14.1 Printout blocked P Yellow PRINT_F1_BLK = 1 Printout blocked 
14.2 | Alarm blocked B Yellow AL_F1_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_F1_P_BLK = 1 Alarm blocked by PC-program 
14.3 | Alarm Indication i Red flashing AU_MV<L1 = 1 Unacknowledged alarm 
m Red MV<L1 = 1 Alarm 
14.4 |L1 Text L1 Grey Text in front of the value 
14.5 |L1 Value Green MVL1 Low limit 1 value 
15.1 Printout blocked P Yellow PRINT_F2_BLK = 1 Printout blocked 
15.2 | Alarm blocked B Yellow AL_F2_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_F2_P_BLK = 1 Alarm blocked by PC-program 
15.3 | Alarm Indication i Red flashing AU_MV<L2 = 1 Unacknowledged alarm 
m Red MV<L2 = 1 Alarm 
15.4 |L2 Text L2 Grey Text in front of the value 
15.5 |L2 Value Green MVL2 Low limit 2 value 
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No Description Presentation Condition Remarks 

16.1 | DEV DEV Grey 

16.2 | Printout blocked P Yellow PRINT_F1_BLK = 1 Printout blocked 

16.3 | Alarm blocked B Yellow AL_F1_BLK =1 Alarm block by operator 
Bx Yellow AL_F1_P_BLK = 1 Alarm blocked by PC-program 

16.4 | Alarm Indication i Red flashing AU_DEV>H1 = 1 Unacknowledged alarm 

m Red DEV>H1 = 1 Alarm 

16.5 |H Text H Grey Text in front of the value 

16.6 |H Value Cream DEVH1 

17.1 | Printout blocked P Yellow PRINT_F1_BLK = 1 Printout blocked 

17.2 | Alarm blocked B Yellow AL_F1_BLK =1 Alarm blocked by operator 
Bx Yellow AL_F1_P_BLK = 1 Alarm blocked by PC-program 

17.3 | Alarm Indication gi Red flashing AU_DEV<L1 = 1 Unacknowledged alarm 

m Red DEV<L1 =1 Alarm 

17.4 |L Text L Grey Text in front of the value 

17.5 |L Value Cream DEVL1 

18 LIMITATIONS Limitations 

18.1 | SP Text SP Grey Setpoint 

18.2 | Warning Indication gw Yellow SP=HL = 1 

18.3 |H Text H Grey High limit setpoint 

18.4 |H Value Cyan SETPH 

19.1 | Warning Indication gw Yellow SP=LL = 1 

19.2 |L Text L Grey Low limit setpoint 

19.3 | L Value Cyan SETPL 

20.1 | OUT Text OUT Grey Text in front of the line 

20.2 | Warning Indication mw Yellow OUT_HL = 1 

20.3. | H Text H Grey High limit output 

20.4 |H Value Grey OUTPH, EOLIM = 1 Output High value 
Magenta OUTPH, EOLIM = 0 

20.5 | External H value Magenta EOLIM = 1 External Output High value 
Grey 

21.1 | Warning Indication mw Yellow OUT_EQ LL=1 

21.2 |LText L Grey Low limit output 

21.3 | L Value Grey OUTPL, EOLIM = 1 Output Low value 
Magenta OUTPL, EOLIM = 0 

21.4 | External L Value Magenta EOLIM = 1 External Output Low value 
Grey - 
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No Description Presentation Condition Remarks 

22 PARAMETERS Grey 

22.1 |P P Green Gain active 

22.2 |I I Green BLK_1=0 and Integration active 

EINTBE = 0 
22.3 |D D Green BLK_D =0 and Derivation active 
EDERBE = 0 

23.1 | Gain Gain Grey Gain 

23.2 | Value Grey EGAINE = 1 Value changed by operator 
Green GAIN 

23.3 | External Value Green EGAINE = 1 

24.1 |TI TI Grey Integration time 

24.2 | Value Grey ETIE = 1 Value changed by operator 
Green Tl 

24.3 | Unit S Green 

24.4 | External Value Green ETIE = 1 

24.5 | External Unit S Green ETIE = 1 

25.1 | TD TD Grey Derivation time 

25.2 | Value Grey ETDE = 1 Value changed by operator 
Green TD 

25.3 | Unit S Green 

25.4 | External Value Green ETDE = 1 

25.5 | External Unit S Green ETDE = 1 

26.1 | TF TF Grey Filter Time 

26.2 | Value Grey ETFE = 1 Value changed by operator 
Green TF 

26.3 | Unit S Green 

26.4 | External Value Green ETFE = 1 

26.5 | External Unit S Green ETFE =1 

27.1 |TS TS Grey Sampling time 

27.2 | Value Green TS 

27.3 | Unit S Green 

28.1 |DZ DZ Grey Deadzone 

28.2 | Value Green DZ, CTRL = ON-OFF 

28.3 | Unit % Green DZ, CTRL = ON-OFF 
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No Description Presentation Condition Remarks 
29.1 | MV Text MV Grey Text in front of the value 
29.2 | MV Value 22? Red Al_ERR = 1 Signal error 
MV Measured value 
Green > 
29.3 | MV Unit UNIT Measured unit 
Green S 
30.1. | SP Text SP Grey Text in front of the value 
30.2 | SP Value SETP Setpoint value 
Cyan - 
30.3. | SP Unit UNIT Setpoint unit 
Cyan - 
31.1 | OUT Text OUT Grey Text in front of the value 
31.2 | OUT Value POUT Output value 
Magenta - 
31.3 | OUT Unit % Magenta Output unit 
31.4 | External OUT Limitation X Yellow (OUT=HL = 1 or OUT=LL= 1) and OUT limited by external limita- 
Indication EOLIM = 1 tion 
32.1 | ACT Text ACT Grey CTRL = ON-OFF Text in front of the value 
32.2 | ACT Value ACTPOS Actuator value 
Blue CTRL = ON-OFF 
32.3 | ACT Unit % Blue CTRL = ON-OFF Actuator unit 
33.1. | DEV Text DEV Grey Text in front of the value 
33.2 | DEV Value DEV Deviation value 
Cream . 
33.3 | DEV Unit % Cream Deviation unit 
34.1 | Bal indication @ Green filled BAL = 1 Bal control mode 
34.2 | Bal Mode Bal Green BAL = 1 Text behind the indication 
Bal Grey - 
34.3 Local Green LOCAL = 1 Bal Local control mode 
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No Description Presentation Condition Remarks 

35.1 | Man indication Green filled MAN = 1 Man control mode 

35.2 | Man Mode Man Green MAN = 1 Text behind the indication 
Man Grey : 

35.3 Clamped Green CLAMP = 1 Man Clamped control mode 
Forced Green MANFD = 1 Man Forced control mode 

35.3 | Man Out Text OUT Grey Text in front of the value 

35.4 | Man Out Value MAN_OUT Man Out value 
Magenta MAN = 1 Manual mode 
Grey - 

36.1 | Auto indication Green filled AUTO = 1 Auto control mode 

36.2 | Auto Mode Auto Green AUTO = 1 Text behind the indication 
Auto Grey - 

36.3 | Auto Setpoint Text SP Grey Text in front of the value 

36.4 | Auto Setpoint Value AUTOSP Auto Setpoint value 
Cyan AUTO =1 Auto mode 
Grey - 

37.1 | E1 indication @ Green filled E1=1 E1 control mode 

37.2 |E1 Mode E1 Green E1=1 Text behind the indication 
E1 Grey : 

37.2 |E1 Name E1NAME User text behind the text E1 
Green E1=1 
Grey - 

38.1 | E2 indication @ Green filled E2=1 E2 control mode 

38.2 | E2 Mode E2 Green E2=1 Text behind the indication 
E2 Grey : 

38.2 | E2 Name E2NAME User text behind the text E2 
Green E2=1 
Grey - 

39.1 | E3 indication @ Green filled E3=1 E3 control mode 

39.2 | E3 Mode E3 Green E3=1 Text behind the indication 
E3 Grey ; 

39.2 |E3 Name E3NAME User text behind the text E3 
Green E3 =1 
Grey - 
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4.15.5 PIDPDO1 


Presentation: 


1. Frame 


4. Mode 5.External OUT Limitation 2. Value 
x 
A X 3. Unit 
ee. 
57.6| M/MIN 


Definition Point 


Behavior: 

No Description Presentation Condition Remarks 

1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_F1_BLK =1 or Alarm blocked by operator 

AL_F2_BLK = 1 

Black - FrameColor 

2 Measured Value MV Object value 
2? 2? ? Red flashing Al_ERR=1 and AL_UNACK=1 — Unacknowledged signal error 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
22? Red Al_ERR = 1 Signal error 
Red DISTURB = 1 Alarm 
Green S NormalColor 

3 Unit UnitVisible = onRequest Object unit 
Green UNIT NormalColor 
: UnitVisible = noSubscription Unit is invisible 

4 Mode ModeVisible = true Object mode 
BaLo Green LOCAL = 1 Bal Local mode ModeColor 
Bal Green BAL = 1 Bal mode BalModeColor 
MCp Green CLAMPED = 1 Man Clamped mode 

ManModeColor 
MFd Green MANED = 1 Man Forced mode 
ManModeColor 

M Green MAN = 1 Man mode ManModeColor 
A Green AUTO = 1 Auto mode AutoModeColor 
E1 Green E1=1 E1 mode E1ModeColor 
E2 Green E2=1 E2 mode E2ModeColor 
E3 Green E3=1 E3 mode E3ModeColor 


ModeVisible = false 


Mode is invisible 
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No Description 


Presentation 


Condition Remarks 


5 External OUT Limitation 


X Yellow 


InterlockVisible = true External output limitation 


(OUT=HL = 1 or OUT=LL= 1) and = External output limitation 
EOLIM = 1 InterlockColor 


InterlockVisible = false External limitation is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
ModeVisible 4. Mode true, false 
InterlockVisible 5. External OUT Limitation true, false 
UnitVisible 3. Unit onRequest, noSubscription 
NormalColor 2. Measured Value K5 (Green), any color 
ModeColor 4. Mode K5 (Green), any color 
ManModeColor 4. Mode K5 (Green), any color 
AutoModeColor 4. Mode K5 (Green), any color 
E1ModeColor 4. Mode K5 (Green), any color 
E2ModeColor 4. Mode K5 (Green), any color 
E3ModeColor 4. Mode K5 (Green), any color 
BalModeColor 4. Mode K5 (Green), any color 
InterlockColor 5. External OUT Limitation K3 (Yellow), any color 
SelectAreaColor 1. SelectArea K16 (Black), any color 
Font 2. Measured Value and 3. Unit FA40, any font 
FrameColor 1. SelectFrame K16 (Black), any color 
FrameWidth 1. SelectFrame 2, (1..4) 
NumberOfChar 2. Measured Value 7 Including . and - 
UseDisplayColor 4. Mode false, true true if DisplayColor used 
DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
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4.15.6 PIDPDO2 


Presentation: 


4. Mode 5.External OUT Limitation 2. Value 


1. Frame x 
A X 3. Unit 
ieee 
37.4| M/MIN 

Definition Point 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 


Dotted Yellow 


AL_F1_BLK = 1 or 


Alarm blocked by operator 


AL_F2_BLK =1 
Black : FrameColor 

2 Setpoint Value SETP Setpoint value 
Red flashing AL_UNACK = 1 
Red DISTURB = 1 
Cyan - NormalColor 

3 Unit UnitVisible = onRequest Object unit 
Cyan UNIT NormalColor 
2 UnitVisible = noSubscription Unit is invisible 

4 Mode ModeVisible = true Object mode 
BaLo Green LOCAL = 1 Bal Local mode ModeColor 
Bal Green BAL = 1 Bal mode BalModeColor 
MCp Green CLAMPED = 1 Man Clamped mode 

ManModeColor 
MFd Green MANFD = 1 Man Forced mode 
ManModeColor 

M Green MAN = 1 Man mode ManModeColor 
A Green AUTO = 1 Auto mode AutoModeColor 
E1 Green E1=1 E1 mode E1ModeColor 
E2 Green E2=1 E2 mode E2ModeColor 
E3 Green E3=1 E3 mode E3ModeColor 


ModeVisible = false 


Mode is invisible 
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No Description 


Presentation 


Condition Remarks 


5 External OUT Limitation 


X Yellow 


InterlockVisible = true External output limitation 


(OUT=HL = 1 or OUT=LL= 1) and = External output limitation 
EOLIM = 1 InterlockColor 


InterlockVisible = false External limitation is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
ModeVisible 4. Mode true, false 
InterlockVisible 5. External OUT Limitation true, false 
UnitVisible 3. Unit onRequest, noSubscription 
NormalColor 2. Setpoint Value K9Q (Cyan), any color 
ModeColor 4. Mode K5 (Green), any color 
ManModeColor 4. Mode K5 (Green), any color 
AutoModeColor 4. Mode K5 (Green), any color 
E1ModeColor 4. Mode K5 (Green), any color 
E2ModeColor 4. Mode K5 (Green), any color 
E3ModeColor 4. Mode K5 (Green), any color 
BalModeColor 4. Mode K5 (Green), any color 
InterlockColor 5. External OUT Limitation K3 (Yellow), any color 
SelectAreaColor 1. SelectArea K16 (Black), any color 
Font 2. Setpoint Value and 3. Unit FA40, any font 
FrameColor 1. SelectFrame K16 (Black), any color 
FrameWidth 1. SelectFrame 2, (1..4) 
NumberOfChar 2. Setpoint Value 7 Including . and - 
UseDisplayColor 4. Mode false, true true if DisplayColor used 
DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
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4.15.7 PIDPDO3 


Presentation: 


Behavior: 


4. Mode 


1. Frame 


5.External OUT Limitation 


Definition Point 


No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_F1_BLK =1 or Alarm blocked by operator 
AL_F2_BLK = 1 
Black - FrameColor 
2 Output Value OUT Output value 
Red flashing AL_UNACK = 1 
Red DISTURB = 1 
Magenta - NormalColor 
3 Unit Object unit 
% Magenta : NormalColor 
4 Mode ModeVisible = true Object mode 


BaLo Green 
Bal Green 
MCp Green 


MFd Green 


M Green 
A Green 
E1 Green 
E2 Green 
E3 Green 


LOCAL = 1 
BAL = 1 
CLAMPED = 1 


MANFD = 1 


MAN = 1 
AUTO = 1 
E1=1 
E2=1 
E3=1 


ModeVisible = false 


Bal Local mode ModeColor 
Bal mode BalModeColor 


Man Clamped mode 
ManModeColor 


Man Forced mode 
ManModeColor 


Man mode ManModeColor 
Auto mode AutoModeColor 
E1 mode E1ModeColor 
E2 mode E2ModeColor 
E3 mode E3ModeColor 


Mode is invisible 
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No Description 


Presentation 


Condition 


Remarks 


5 External OUT Limitation 


X Yellow 


InterlockVisible = true 


External output limitation 


(OUT=HL = 1 or OUT=LL= 1) and = External output limitation 


EOLIM = 1 


InterlockVisible = false 


InterlockColor 


External limitation is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
ModeVisible 4. Mode false, true 
InterlockVisible 5. External OUT Limitation false, true 


Unit 
NumberOfDec 
NormalColor 
ModeColor 
ManModeColor 
AutoModeColor 
E1ModeColor 
E2ModeColor 
E3ModeColor 
BalModeColor 


InterlockColor 


a fF ff fH) HR HK Hf HF) NM, Nw 


. Unit 

. Output Value 
. Output Value 
. Mode 

. Mode 

. Mode 

. Mode 

. Mode 

. Mode 

. Mode 


. External OUT Limitation 


%, user defined unit 

1 

K11 (Magenta), any color 
K5 (Green), any color 

K5 (Green), any color 

K5 (Green), any color 

K5 (Green), any color 

K5 (Green), any color 

K5 (Green), any color 

K5 (Green), any color 


K3 (Yellow), any color 


SelectAreaColor 1. SelectArea K16 (Black), any color 
Font 2. Output Value and 3. Unit FA40, any font 
FrameColor 1. SelectFrame K16 (Black), any color 
FrameWidth 1. SelectFrame 2, (1..4) 
NumberOfChar 2. Output Value 7 Including . and - 
UseDisplayColor 4. Mode false, true true if DisplayColor used 
DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
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4.15.8 PIDPD51 


Presentation: 


Behavior: 


1. Frame ————~— 


4. High Limit 2 —~ 


5. High Limit 1 —~ 


TA 


2. Al Error 


3. MV Value 


6. Low Limit 1 —~— 


7. Low Limit 2 —~ 


Definition Point 


No Description Presentation Condition Remarks 
11 SelectFrame White SELECTED = 1 Object frame 
Black FrameColor 
1.2 TopLeftEdge Three Dimensions effect 
Grey TopLeftColor 
1.3 BottomRightEdge Three Dimensions effect 
Grey BottomRightColor 
2 Al Error ? Red flashing Al_ERR = 1 and AL_UNACK=1  Unacknowledged signal error 
? Red Al_ERR = 1 Al error alarm 
3 MV Value MV Object value 
- AIl_ERR = 1 Invisible - /O Error 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB =1 Alarm 
Green - NormalColor 
4 High Limit 2 MVH2 Alarm High limit 2 
—~( - MVH2 > MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_MV>H2 = 1 
Unfilled Red flashing AU_MV>H2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey 2 LimitColor 
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No Description Presentation Condition Remarks 
5 High Limit 1 MVH1 Warning High limit 1 
>— - MVH1 > MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MV>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey . LimitColor 
6 Low Limit 1 MVL1 Warning Low limit 1 
b— - MVL1 < MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - LimitColor 
7 Low Limit 2 MVL2 Alarm Low limit 2 
—~( - MVL2 < MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey = LimitColor 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
NormalColor 3. MV Value K5 (Green), any color 
TopLeftColor 1.2 TopLeftEdge N13 (Black), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Black), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 
FrameWidth 1.1 SelectFrame 2, (1..4) 


BarBackColor 


LimitColor 


3. MV Value 


4. High Limit 2, 5. High Limit 1, 
6. Low Limit 1 and 7. Low Limit 2 


K16 (Black), any color 
M16 (Grey), any color 


Background color of the bargraph 
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4.15.9 PIDPD52 


Presentation: 


Behavior: 


1. Frame —~ 


3. High SP Llmit —— 


2. SP Value ——_4 


4. Low SP Limit 


i 


wo 


Definition Point ye 


No Description Presentation Condition Remarks 

11 SelectFrame White SELECTED = 1 Object frame 
Black 5 FrameColor 

1.2 TopLeftEdge Three Dimensions effect 
Grey = TopLeftColor 

1.3 BottomRightEdge Three Dimensions effect 
Grey - BottomRightColor 

2 Setpoint Value SETP Object setpoint value 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Cyan : NormalColor 

3 High SP Limit SETPH Upper limit setpoint 
Yellow SP=HL = 1 Limitation line and mesh 
Grey - LimitColor 

4 Low SP Limit SETPH Lower limit setpoint 
Yellow SP=HL = 1 Limitation line and mesh 
Grey - LimitColor 


The conditions are in priority order. Underlined parameters are configurable. 


3BSE 001 962R0201 


4-365 


AdvaCommand User Interface 


Section 4.15.9 PIDPD52 


Configuration: 


Parameters 


Affects 


Options (bold is default) 


Remarks 


NormalColor 
TopLeftColor 
BottomRightColor 
FrameColor 
FrameWidth 
BarBackColor 


LimitColor 


2. Setpoint Value 
1.2 TopLeftEdge 
1.3 BottomRightEdge 
1.3 SelectFrame 
1.1 SelectFrame 
2. Setpoint Value 


3. High SP Limit and 
4. Low SP Limit 


K9Q (Cyan), any color 
N13 (Black), any color 
N13 (Black), any color 
K16 (Black), any color 
2, (1..4) 

K16 (Black), any color 
M16 (Grey), any color 


Regarding the choice of the color 


it will be three dimension effect 


Background color of the bargraph 
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4.15.10 PIDPD53 


Presentation: 


1. Frame | 
3. High OUT Limit — 


2. OUT Value 


4. Low OUT Limit —— 


Definition Point 


Behavior: 
No Description Presentation Condition Remarks 
11 SelectFrame White SELECTED = 1 Object frame 
Black . FrameColor 
1.2 TopLeftEdge Three Dimensions effect 
Grey zi TopLeftColor 
1.3 BottomRightEdge Three Dimensions effect 
Grey : BottomRightColor 
2 Output Value POUT Output value 
Red flashing AL_UNACK = 1 
Red DISTURB = 1 
Magenta : NormalColor 
3 High OUT Limit OUTPH Upper limit output 
- OUTPH > RangeMax or Invisible 
(EOHL > RangeMax and 
EOLIM = 1) 
Yellow OUT=HL = 1 Limitation line and mesh 
Grey - LimitColor 
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No Description 


Presentation 


Condition 


Remarks 


4 Low OUT Limit 


OUTPL 


OUTPL < RangeMin or 
(EOLL < RangeMin and 


Lower limit output 


Invisible 


EOLIM = 1) 
Yellow OUT=LL = 1 Limitation line and mesh 
Grey - LimitColor 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 

NormalColor 2. Output Value K11 (Magenta), any color 

TopLeftColor 1.2 TopLeftEdge N13 (Black), any color Regarding the choice of the color 

BottomRightColor 1.3 BottomRightEdge N13 (Black), any color it will be three dimension effect 

FrameColor 1.1 SelectFrame K16 (Black), any color 

FrameWidth 1.1 SelectFrame 2, (1..4) 


BarBackColor 


2. Output Value 


K16 (Black), any color 


Background color of the bargraph 


LimitColor 3. High OUT Limit and M16 (Grey), any color 
4. Low OUT Limit 
RangeMax 3. High OUT Limit 100 
RangeMin 4. Low OUT Limit 0 
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4.15.11 PIDWI01 


Presentation: 
4. Ranges 5. Direction 14. Opening or Closing 
2. Header + D|IDCON1 =<——— 1. Frame 
DESCRIPTION 
3. Status Line + M P Bx F 100.0 . High Limit 2 
1s. mv Value [87.6 | MIMIN A 
20. SP Value———= [37.4] M/MIN " Measured Value 
. SP Value 
21. OUT Value Le 45.8 |\% X . OUT Value 
. ACT Value ; 
23. ACT Value Le 70.5 | % 0.0 toy Bria 
| . Low Limit 1 
Definition point 22. External OUT Limitation 10. Low Limit 2 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black . 
2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green I< Normal 
3 Status Line Status Line 
3.1. | Mode BaLo Green LOCAL = 1 Bal Local mode 
Bal Green BAL = 1 Bal mode 
MCp Green CLAMP = 1 Man Clamped mode 
MFd Green MANED = 1 Man Forced mode 
M Green MAN = 1 Man mode 
A Green AUTO = 1 Auto mode 
E1 Green E1=1 E1 mode 
E2 Green E2 =1 E2 mode 
E3 Green E3 =1 E3 mode 
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No Description 


Presentation 


Condition 


Remarks 


3.2 Printout Blocked P Yellow PRINT_F1_BLK = 1 or Printout of alarm blocked 
PRINT_F2_BLK = 1 
3.3 Alarm Blocked B Yellow AL_F1_BLK = 1 or Alarm blocked by operator 
AL_F2_BLK = 1 
Bx Yellow AL_F1_P_BLK = 1 or Alarm blocked by PC 
AL_F2_P_BLK =1 
3.4 Alarm Indication F Red DISTURB = 1 Alarm 
4.1 Range Max Green MAX Range Max of the MV and SP 
values 
4.2 Range Min Green MIN Range Min of the MV and SP 
values 
5 Direction Incr Green MV_DIR = INCREASING Increase of measured value 
Dect Green MV_DIR = DECREASING Decrease of measured value 
6 Measured Value MV Measured value 
Green - 
7 High Limit 2 MVH2 Alarm High limit 2 
—~_( - MVH2 > MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 


Filled Red flashing 


MV>H2 = 1 and AU_LMV>H2 = 1 


Unfilled Red flashing AU_MV>h2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey - 
8 High Limit 1 MVH1 Warning High limit 1 
b— - MVH1 > MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 


Unfilled Grey 


MV>H1 = 1 and AU_LMV>H1 = 1 
AU_MV>H1 = 1 
MV>H1 = 1 


4-370 


3BSE 001 962R0201 


AdvaCommand User Interface 


Section 4.15.11 PIDWIO1 


No Description Presentation Condition Remarks 
9 Low Limit 1 MVL1 Warning Low limit 1 
- MVL1 < MIN Invisible 


>— 


Filled Yellow 
Unfilled Yellow 
Filled Red flashing 


MV<L1 = 1 and AL_F1_BLK =1 
AL_F1_BLK = 1 


MV<L1 = 1 and AU_MV<L1 = 1 


Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - 
10 Low Limit 2 MVL2 Alarm Low limit 2 
—~_( - MVL2 < MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK =1 


Filled Red flashing 


MV<L2 = 1 and AU_MV<L2 = 1 


Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey - 

11 SP Value Bargraph SETP Setpoint value 
Grey - 

12 High SP Limit SETPH Upper limit setpoint 
Yellow SP=HL = 1 Limitation line and mesh 
Grey - 

13 Low SP Limit SETPL Lower limit setpoint 
Yellow SP=LL = 1 Limitation line and mesh 
Grey - 

14 Opening or Closing Op Magenta ACT_DIR = OPENING Actuator position opening 
Cl Magenta ACT_DIR = CLOSING Actuator position closing 
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Section 4.15.11 PIDWIO1 


No Description Presentation Condition Remarks 
15 OUT Value Bargraph POUT Output Value 
Magenta 7 
16 High OUT Limit OUTPH Upper limit output 
. OUTPH > 100 or Invisible 
(EOHL > 100 and 
EOLIM = 1) 
Yellow OUT=HL = 1 Limitation line and mesh 
Grey - 
17 Low OUT Limit OUTPL Lower limit output 
- OUTPL < 0 or Invisible 
(EOLL < 0 and 
EOLIM = 1) 
Yellow OUT=LL = 1 Limitation line and mesh 
Grey - 
18 ACT Value Bargraph ACTPOS Actuator value 
Blue CTRL = ON-OFF 
19 Measured Value The MV object value 
19.1 | MV Value 22? ?Red AI_ERR = 1 Al Error 
MV Measured value 
Green - 
19.2 | MV Unit UNIT Measured unit 
Green : 
20 Setpoint Value The SP object value 
20.1 | SP Value SETP Setpoint value 
Cyan - 
20.2 | SP Unit UNIT Setpoint unit 
Cyan - 
21 Output Value The OUT object value 
21.1. | OUT Value POUT Output value 
Magenta 2 


21.2 | OUT Unit 


% Magenta 


Output unit 


22 External OUT limitation X Yellow (OUT=HL = 1 or OUT=LL= 1) and OUT limited by external limita- 
EOLIM = 1 tion 
23 Actuator Value The ACT object value 
23.1 | ACT Value ACTPOS Actuator value 
Blue CTRL = ON-OFF 
23.2 | ACT Unit % Blue CTRL = ON-OFF Actuator unit 
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4.16 Process Dialog for Ratio Station RATIOSTN 


4.16.1 MIN Dialog (No authority key) 


4.16.1.1 Keyboard keys 


Key 1: Acknowledge 
Key 2: Object Trend 
Key 3: Object Display 
Key 4: Previous Level 
Key 5: Man 

Key 6: Auto 

Key 7: E14 


Key 8: Increase 


Key 8: Shift + Increase 


Key 9: Decrease 


Key 9: Shift + Decrease 
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auto 1 [2 ome 


Prev 
Object 


| = Ln) 


WIKO, 


(© |v 


Figure 4-101. Keyboard keys 


Perform: Acknowledge 

Select: Object Trend 

Select: Object Display 

Select Dynamic keys: Top Level 
Perform: Set to manual mode 
Perform: Set to automatic mode 
Perform: Set to externall mode 


Perform: Increase output value 
with 0.5 if MAN = 1 
Increase ratio value 
with 0.5 


Perform: Increase output value 
with 5.0 if MAN = 1 
Increase ratio value 
with 5.0 


Perform: Decrease output value 
with 0.5 if MAN = 1 
Decrease ratio value 
with 0.5 


Perform: Decrease output value 
with 5.0 if MAN = 1 
Decrease ratio value 
with 5.0 


3. Object Display 
2. Object Trend 


Je 1. Acknowledge 


AL_UNACK = 0 


MMI MAN = 1/MAN= 1 
MMI AUTO= 1/ AUTO = I1/ 
MMI El =1/E1=1 
MANOUT 


RATIO 


MANOUT 


RATIO 


MANOUT 


RATIO 


MANOUT 


RATIO 
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4.16.1.2 Dynamic keys, Top Level 


D1 D2 D3 D4 


D6 OUT D7 RAT D8 Dg 


Figure 4-102. Dynamic keys 


D6: OUT Pressed: Dialog for changing 
Output value, value magenta 
D7: RAT Pressed: Dialog for changing 


Ratio value, value cyan 


D10: Keyboard... Select Dynamic keys: Keyboard 


4.16.1.3 Dynamic keys, Keyboard 
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D1 D2 D3 
A Increase Man Auto E1 


D6 D7 
v Decrease Acknowledge 


Object Display Object Trend 


Figure 4-103. Dynamic keys 


D1: Increase Perform: Increase output value 
with 0.5 if MAN = 1 
Increase ratio value 
with 0.5 

D2: Man Perform: Set to manual mode 

D3: Auto Perform: Set to automatic mode 

D4: E1 Perform: Set to externall mode 


D6: Decrease Perform: Decrease output value 
with 0.5 if MAN = 1 
Decrease ratio value 


with 0.5 
D 


q 


: Acknowledge Perform: Acknowledge 


D8: Object Display Select: Object Display 


D9: Object Trend Select: Object Trend 


DS 


ae Keyboard... 


MANOUT 


RATIO 


D5 


D10 


MANOUT 

RATIO 

MMI MAN = 1/ MAN = 1 
MMI AUTO = 1/ AUTO = 1 


MMI El =1/E1=1 
MANOUT 


RATIO 


AL_UNACK = 0 
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Section 4.16.2 MAX Dialog (Authority key) 


4.16.2 MAX Dialog (Authority key) 


4.16.2.1 Keyboard keys 


6. Man 


| 7. Auto 


5. Next Block 


8. E1 


| 


an 


= ( 


ve 


Dialog 
Exit 


— 


F2 | oe &z. | 


so 


Increase —t | 
é Decrease | | 


Key 1: Acknowledge 


1 


i=) 


Key 2: Object Trend 


Key 3: Object Display 
Key 4: Previous Level 


Key 5: Next Block 


Key 6: Man 
Key 7: Auto 
Key 8: E1 


Key 9: Increase 


Shift + Increase 


Key 9: 


Key 10: Decrease 


Key 10: Shift + Decrease 
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Figure 4-104. Keyboard keys 


Perform: Acknowledge 

Select: Object Trend 

Select: Object Display 

Select Dynamic keys: Top Level 


Page between the dynamic key sets: 
Block, Limits and Keyboard 


Perform: Set to manual mode 


Perform: Set to automatic mode 


Perform: Set to externall mode 


Perform: Increase output value 
with 0.5 if MAN = 1 
Increase ratio value 


with 0.5 


Perform: Increase output value 
with 5.0 if MAN = 1 
Increase ratio value 


with 5.0 


Perform: Decrease output value 
with 0.5 if MAN = 1 
Decrease ratio value 


with 0.5 


Perform: Decrease output value 
with 5.0 if MAN = | 
Decrease ratio value 


with 5.0 


JZ 4. Previous Level 


tal 


3. Object Display 
2. Object Trend 


1. Acknowledge 


AL_UNACK = 0 


MMI MAN = 1/MAN= 1 
MMI AUTO= 1/ AUTO = I/ 
MMI El =1/E1=1 
MANOUT 


RATIO 


MANOUT 


RATIO 


MANOUT 


RATIO 


MANOUT 


RATIO 
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Section 4.16.2 MAX Dialog (Authority key) 


4.16.2.2 Dynamic keys, Top Level 


D1 D2 


D3 D4 


DS 


Block... Limits... 
pe OUT de RAT me BIAS ad P10 Keyboard... 
Figure 4-105. Dynamic keys 

D4: Block... Select Dynamic keys: Block 
D5: Limits... Select Dynamic keys: Limits 
D6: OUT Pressed: Dialog for changing MANOUT 

Output value, value magenta 
D7: RAT Pressed: Dialog for changing RATIO 

Ratio value, value cyan 
D7: BIAS Pressed: Dialog for changing BIAS 

BIAS value, value blue 
D10: Keyboard... Select Dynamic keys: Keyboard 

4.16.2.3 Dynamic keys, Keyboard 
BE A Increase a Man es Auto or E1 DS 
ms Vv Decrease 2 Acknowledge Object Display Object Trend pie 
Figure 4-106. Dynamic keys 

D1: Increase Perform: Increase output value MANOUT 

with 0.5 if MAN = 1 

Increase ratio value RATIO 

with 0.5 
D2: Man Perform: Set to manual mode MMI_MAN = 1/MAN= 1 
D3: Auto Perform: Set to automatic mode MMI _AUTO=1/AUTO=1 
D4: E1 Perform: Set to externall mode MMI E1=1/El1=1 
D6: Decrease Perform: Decrease output value MANOUT 

with 0.5 if MAN = 1 

Decrease ratio value RATIO 

with 0.5 
D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 
D8: Object Display Select: Object Display 
D9: Object Trend Select: Object Trend 
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4.16.2.4 Dynamic keys, Block 


D1 Block D2 Block D3 D4 Block D5 Block 
Alarm 1 Printout 1 Alarm 2 Printout 2 

Dé Deblock D7 Deblock D8 Dg Deblock D10 Deblock 
Alarm 1 Printout 1 Alarm 2 Printout 2 


Figure 4-107. Dynamic keys 


D1: Block Alarm 1 Pressed: yellow text AL_F1l_BLK=1 
Released: white text 

D2: Block Printout 1 Pressed: yellow text PRINT_F1_BLK = 1 
Released: white text 

D4: Block Alarm 2 Pressed: yellow text AL_F2_BLK=1 
Released: white text 

D5: Block Printout 2 Pressed: yellow text PRINT_F2_BLK = 1 
Released: white text 

D6: Deblock Alarm 1 Pressed: green text AL_F1_BLK=0 
Released: white text 

D7: Deblock Printout 1 Pressed: green text PRINT_Fl_BLK = 0 
Released: white text 

D9: Deblock Alarm 2 Pressed: green text AL_F2_BLK=0 
Released: white text 

D10: Deblock Printout 2 Pressed: green text PRINT_F2_BLK = 0 


Released: white text 
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4.16.2.5 Dynamic keys, Limits 


Pi 1-80.00 pe 


P64 20.00 a 


D1: H1 

D2: H2 
D3: RATH 
D5: OUT H 
D6: L1 

D7: L2 

D8: RATL 


D10: OUT L 
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H2 90.00 


L2 10.00 


PS RATH_ 50.00 ot 


P8 RATL. 10.00 ad 


Figure 4-108. Dynamic keys 
Pressed: Dialog for changing 
High Limit 1, value green 


Pressed: Dialog for changing 
High Limit 2, value green 


Pressed: Dialog for changing 
Setpoint High, value cyan 


Pressed: Dialog for changing 
Output High, value magenta 


Pressed: Dialog for changing 
Low Limit 1, value green 


Pressed: Dialog for changing 
Low Limit 2, value green 


Pressed: Dialog for changing 
Setpoint Low, value cyan 


Pressed: Dialog for changing 
Output Low, value magenta 


DS 


OUT H 100.00 


D10 


OUTL 0.00 


MVHI1 


MVH2 


RATIOH 


OUTPH 


MVLI1 


MVL2 


RATIOL 


OUTPL 
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4.16.3 RATGRO1 


Presentation: 


. High Limit 1 


. Low Limit 1 


. Header 


. Range Max 


RATIOSTN1 


RatioStationNo1 


100.0 


. Measured Value 


. Range Min 
. MV Value 
. Ratio Value 


. Output Value 
. BIAS Value 


Definition point eee 


—— 1. Frame 


3. Status Line 


7. High Limit 2 


11. Warn. Ind Ratio 


12. Warn. Ind Output 


10. Low Limit 2 


16. External OUT Limitation 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black : 
2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green Normal 
3 Status Line Status Line 
3.1 Mode M Green MAN = 1 Manual mode ManModeColor 
A Green AUTO = 1 Auto mode 
E1 Green E1=1 E1 mode 
3.2 Printout Blocked P Yellow PRINT_F1_BLK = 1 or Printout blocked 
PRINT_F2_BLK = 1 
3.3 Alarm Blocked B Yellow AL_F1_BLK = 1 or Alarm blocked by operator 
AL_F2_BLK = 1 
Bx Yellow AL_F1_P_BLK = 1 or Alarm blocked by PC-program 
AL_F2_P_BLK=1 
3.4 Alarm Indication F Red DISTURB = 1 Alarm 


3BSE 001 962R0201 


4-379 


AdvaCommand User Interface 


Section 4.16.3 RATGRO1 


No Description Presentation Condition Remarks 
4 Range Max MAX Range Max of the MV value 
Green 2 
5 Range Min MIN Range Min of the MV value 
Green - 
6 Measured Value Bargraph MV Object value 
Green ; 
7 High Limit 2 MVH2 Alarm High limit 2 
—~_( - MVH2 >= MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_MV>H2 = 1 
Unfilled Red flashing AU_MV>H2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey - 
8 High Limit 1 MVH1 Warning High limit 1 
>— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MV>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey - 
9 Low Limit 1 MVL1 Warning Low limit 7 
>b— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 


Unfilled Grey 


MV<L1 = 1 and AU_MV<L1 = 1 
AU_MV<L1 = 1 
MV<L1 = 1 
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No Description Presentation Condition Remarks 
10 Low Limit 2 MVL2 Alarm Low limit 2 
—~_( - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey - 
11 Warning Indication Ratio RAT=H Yellow RATIO=HL = 1 Warning for Ratio 
RAT=L Yellow RATIO=LL = 1 
12 Warning Indication Output OUT=H Yellow OUT=HL = 1 Warning for Output 
OUT=L Yellow OUT=LL =1 
13 Measured Value The MV object value 
13.1 | MV MV Grey Text in front of the value 
13.2 | MV Value 222 Red Al_ERR = 1 Al Error 
MV Measured value 
Green : 
13.3 | MV Unit UNIT Measured unit 
Green = 
14 Ratio Value The RAT object value 
14.1. | RAT RAT Grey RAT text in front of the value 
14.2 | RAT Value RATIO Ratio value 
Cyan - 
14.3 | RAT Unit R_UNIT Ratio unit 
Cyan - 
15 Output Value The OUT object value 
15.1. | OUT OUT Grey OUT text in front of the value 
15.2 | OUT Value POUT Output value 
Magenta 7 
15.3 | OUT Unit PO_UNIT Output unit 
Magenta - 
16 External OUT limitation X Yellow (OUT=HL = 1 or OUT=LL= 1) and OUT limited by external limita- 


EOLIM = 1 


tion 
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No Description Presentation Condition Remarks 
17.1. | BIAS Text BIAS Grey Text in front of the value 
17.2 | BIAS Value PARAM9 External Bias value 
Blue EBIAS = 1 
BIAS Bias value 
Blue EBIAS =0 
17.3. | BIAS Unit Ext Blue EBIAS = 1 External Bias 
PO_UNIT Bias unit 
Blue EBIAS = 0 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FC50, any font 
ManModeColor 3.1 Mode K5 (Green), any color 
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4.16.4 RATOBO1 


Presentation: 


ALARM LIMITS 
MV PB MH2 90 ~j~——— 8 
s—| 1000 fh, fro00 oat 22} 
b+ PB mL2 10 ~}|—11 
| Ez LIMITATIONS 
| , ; RAT MH 50 | ___12 
mL 10 ;—— 13 
4 bt L 
a0 AL | oo oe. dogs 
t4 3 2 iy 
20 ——_~m Man OUT 50.0 r- MV 57.6 |M/MIN 
21——_-> mf Auto RAT 90.0 L- RAT 50.0 1% 
=e Il. OUT, 203 ]% xX 
t= BIAS -5.0 | Ext 
16-19 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green - Normal 
3.1 Section Text Section Grey Text in front of the value 
3.2 Section Value Green PROC_SEC Process section 
41 Class Text Class Grey Text in front of the value 
4.2 Class Value Green CLASS Object class 
5 Range Max MAX Range Max of the MV value 
Green : 
Range Min MIN Range Min of the MV value 
Green 
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Section 4.16.4 RATOBO1 


No Description Presentation Condition Remarks 
6 Measure Value Trim Curve MV Object value - Trim curve 
Green 
7A Measured Value Bargraph MV Object value - Bargraph 
Green : 
7.2 High Limit 2 MVH2 Alarm High limit 2 
—~( - MVH2 >= MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow” AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_MV>H2 = 1 
Unfilled Red flashing AU_MV>H2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey - 
7.3 High Limit 1 MVH1 Warning High limit 1 
>— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MV>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey - 
7.4 Low Limit 1 MVL1 Warning Low limit 1 
>— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey : 
7.5 Low Limit 2 MVL2 Alarm Low limit 2 
—~( - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 


Filled Red flashing 
Unfilled Red flashing 
Filled Red 


Unfilled Grey 


MV<L2 = 1 and AU_MV<L2 = 1 
AU_MV<L2 = 1 
MV<L2 = 1 
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No Description Presentation Condition Remarks 
8 ALARM LIMITS for MV Alarm limits for MV 
8.1 MV Text MV Grey Text in front of the line 
8.2 Printout Blocked P Yellow PRINT_F2_BLK = 1 Printout blocked 
8.3 Alarm Blocked B Yellow AL_F2_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_F2_P_BLK = 1 Alarm blocked by PC-program 
8.4 Alarm Indication wi Red flashing AU_MV>H2 = 1 Alarm High limit 2 
wm Red MV> H2 = 1 
8.5 H2 Text H2 Grey Text in front of the value 
8.6 H2 Value MVH2 High limit 2 value 
Green : 
9.1 Printout Blocked P Yellow PRINT_F1_BLK = 1 Printout blocked 
9.2 Alarm Blocked B Yellow AL_F1_BLK =1 Alarm blocked by operator 
Bx Yellow AL_F1_P_BLK = 1 Alarm blocked by PC-program 
9.3 Warning Indication gi Red flashing AU_MV>H1 = 1 Warning High limit 1 
wm Red MV> H1 = 1 
9.4 H1 Text H1 Grey Text in front of the value 
9.5 H1 Value MVH1 High limit 1 value 
Green : 
10.1 Printout Blocked P Yellow PRINT_F1_BLK = 1 Printout blocked 
10.2 | Alarm Blocked B Yellow AL_F1_BLK =1 Alarm blocked by operator 
Bx Yellow AL_F1_P_BLK = 1 Alarm blocked by PC-program 
10.3. | Warning Indication i Red flashing AU_MV<L1 = 1 Warning Low limit 1 
m Red MV<L1 = 1 
10.4 |L1 Text L1 Grey Text in front of the value 
10.5 |L1 Value MVL1 Low limit 1 value 
Green - 
11.1 Printout Blocked P Yellow PRINT_F2_BLK = 1 Printout blocked 
11.2 | Alarm Blocked B Yellow AL_F2_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_F2_P_BLK = 1 Alarm blocked by PC-program 
11.3 | Alarm Indication @ Red flashing AU_MV<L2 = 1 Alarm Low limit 2 
m Red MV<L2 = 1 
11.4 |L2 Text L2 Grey Text in front of the value 
11.5 |L2 Value MVL2 Low limit 2 value 
Green : 
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No Description Presentation Condition Remarks 
12 LIMITATIONS for RAT Limitations for RAT 
12.1 | RAT Text RAT Grey Text in front of the line 
12.2 | Warning Indication Yellow RATIO=HL = 1 Warning Ratio High 
12.3. |H Text H Grey Text in front of the value 
12.4 |H Value RATIOH Ratio High value 

Cyan - 
13.1. | Warning Indication gi Yellow RATIO=LL = 1 Warning Ratio Low 
13.2 |L Text L Grey Text in front of the value 
13.3 | L Value RATIOL Ratio Low value 

Cyan - 
14 LIMITATIONS for OUT Limitations for OUT 
14.1. | OUT Text OUT Grey Text in front of the line 
14.2 | Warning Indication mw Yellow OUT=HL = 1 Warning Output High 
14.3. |H Text H Grey Text in front of the value 
14.4 |H Value OUTPH Output High value 

Grey EOLIM = 1 

Magenta 7 
14.5 | External H value EOHL External Output High value 

Magenta EOLIM = 1 

Grey - 
15.1. | Warning Indication Yellow OUT=LL = 1 Warning Output Low 
15.2 |L Text L Grey Text in front of the value 
15.3 |L Value OUTPL Output Low value 

Grey EOLIM = 1 

Magenta - 
15.4 | External L Value EOLL External Output Low value 

Magenta EOLIM = 1 

Grey - 
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Section 4.16.4 RATOBO1 


No Description Presentation Condition Remarks 
16.1. | MV Text MV Grey Text in front of the value 
16.2 | MV Value 222 Red AI_ERR = 1 Al Error 
MV Measured value 
Green : 
16.3 | MV Unit UNIT Measured unit 
Green : 
17.1 | RAT Text RAT Grey Text in front of the value 
17.2 | RAT Value RATIO Ratio value 
Cyan - 
17.3 | RAT Unit R_UNIT Ratio unit 
Cyan - 
18.1 | OUT Text OUT Grey Text in front of the value 
18.2 | OUT Value POUT Output value 
Magenta - 
18.3 | OUT Unit PO_UNIT Output unit 
Magenta - 
18.4 | External OUT Limitation X Yellow (OUT=HL = 1 or OUT=LL= 1) and OUT limited by external limita- 
EOLIM = 1 tion 
19.1. | BIAS Text BIAS Grey Text in front of the value 
19.2 | BIAS Value PARAM9 External Bias value 
Blue EBIAS = 1 
BIAS Bias value 
Blue EBIAS =0 
19.3 | BIAS Unit Ext Blue EBIAS = 1 External Bias 
PO_UNIT Bias unit 
Blue EBIAS = 0 
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No Description Presentation Condition Remarks 

20.1 | Man indication Wi Green filled MAN = 1 Manual mode 

20.2 | Man Text Man Green MAN = 1 Text behind the indication 
Man Grey - 

20.3 | Man Out Text OUT Grey Text in front of the value 

20.4 | Man Out Value MANOUT Man Out value 
Magenta MAN = 1 Manual mode 
Grey - 

21.1 | Auto indication Green filled AUTO = 1 Auto mode 

21.2 | Auto Text Auto Green AUTO = 1 Text behind the indication 
Auto Grey - 

21.3 | Auto Ratio Text RAT Grey Text in front of the value 

21.4 | Auto Ratio Value RATIOREF Auto Ratio value 
Cyan AUTO = 1 Auto mode 
Grey - 

22.1 | E1 indication wi Green filled E1=1 E1 mode 

22.2 |E1 Text E1 Green E1=1 Text behind the indication 
E1 Grey = 

22.3. | E1 Name E1NAME User text behind the text E1 
Green E1=1 
Grey - 
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4.16.5 RATPDO1 


Presentation: 


4. Mode 5.External OUT Limitation 2. Value 


1. Frame VA 
57 aan a 
Definition Point 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_F1_BLK =1 or Alarm blocked by operator 
AL_F2_BLK = 1 
Black FrameColor 
2 Measured Value MV Object value 
2? 2? ? Red flashing Al_ERR =1 and AL_UNACK=1 — Unacknowledged signal error 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
222 Red Al_ERR = 1 Signal error 
Red DISTURBANCE = 1 Alarm 
Green NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Green UNIT NormalColor 
- UnitVisible = noSubscription Unit is invisible 
4 Mode ModeVisible = true Object mode 
M Green MAN = 1 Manual mode ManModeGolor 
A Green AUTO = 1 Auto mode AutoModeColor 
E1Green E1=1 E71 mode E1ModeColor 
- ModeVisible = false Mode is invisible 
5 External OUT Limitation InterlockVisible = true External output limitation 
X Yellow (OUT=HL = 1 or OUT=LL= 1) and = External output limitation 
EOLIM = 1 InterlockColor 
- InterlockVisible = false External limitation is invisible 


The conditions are in priority order. Underlined parameters are configurable. 
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Section 4.16.5 RATPDO1 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
ModeVisible 4. Mode true, false 

InterlockVisible 5. External OUT Limitation true, false 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Measured Value and 3. Unit K5 (Green), any color 

ManModeColor 4. Mode K5 (Green), any color 

AutoModeColor 4. Mode K5 (Green), any color 

E1ModeColor 4. Mode K5 (Green), any color 

InterlockColor 5. External OUT Limitation K3 (Yellow), any color 


SelectAreaColor 1. SelectArea K16 (Black), any color Background color and deletion 
color 

Font 2. Measured Value and 3. Unit FA40, any font 

FrameColor 1. SelectFrame K16 (Black), any color 

FrameWidth 1. SelectFrame 2, (1..4) 

NumberOfChar 2. Measured Value 7 Include “.” and “-” 

UseDisplayColor 4. Mode false, true true if DisplayColor used 

DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
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4.16.6 RATPD02 


Presentation: 


4. Mode 


5. External OUT Limitation 


1. Frame gx ili 
A X ie ak 3. Unit 
50.0 
Definition Point 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_F1_BLK =1 or Alarm blocked by operator 
AL_F2_BLK = 1 
Black : FrameColor 
2 Ratio Value WRATIO Object ratio value 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Cyan - NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Cyan R_UNIT NormalColor 
7 UnitVisible = noSubscription Unit is invisible 
4 Mode ModeVisible = true Object mode 
M Green MAN = 1 Manual mode ManModeColor 
A Green AUTO = 1 Auto mode AutoModeColor 
E1Green E1=1 E1 mode E1ModeColor 
- ModeVisible = false Mode is invisible 
5 External OUT Limitation InterlockVisible = true External output limitation 
X Yellow (OUT=HL = 1 or OUT=LL= 1) and) External output limitation 
EOLIM = 1 InterlockColor 
- InterlockVisible = false External limitation is invisible 


The conditions are in priority order. Underlined parameters are configurable. 
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Section 4.16.6 RATPD02 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
ModeVisible 4. Mode true, false 

InterlockVisible 5. External OUT Limitation true, false 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Ratio Value and 3. Unit K9Q (Cyan), any color 

ManModeColor 4. Mode K5 (Green), any color 

AutoModeColor 4. Mode K5 (Green), any color 

E1ModeColor 4. Mode K5 (Green), any color 

InterlockColor 5. External OUT Limitation K3 (Yellow), any color 


SelectAreaColor 1. SelectArea K16 (Black), any color Background color and deletion 
color 

Font 2. Ratio Value and 3. Unit FA40, any font 

FrameColor 1. SelectFrame K16 (Black), any color 

FrameWidth 1. SelectFrame 2, (1..4) 

NumberOfChar 2. Ratio Value 7 Include “.” and “-” 

UseDisplayColor 4. Mode false, true true if DisplayColor used 

DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
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4.16.7 RATPDO3 


Presentation: 


4. Mode 5. External OUT Limitation 9 value 
1. Frame 
ote 3. Unit 
Definition Point 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow AL_F1_BLK =1 or Alarm blocked by operator 
AL_F2_BLK = 1 
Black FrameColor 
2 Output Value POUT Object ratio value 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Magenta - NormalColor 
3 Unit UnitVisible = onRequest Object unit 
Magenta PO_UNIT NormalColor 
7 UnitVisible = noSubscription Unit is invisible 
4 Mode ModeVisible = true Object mode 
M Green MAN = 1 Manual mode ManModeColor 
A Green AUTO = 1 Auto mode AutoModeColor 
E1Green E1=1 E1 mode E1ModeColor 
- ModeVisible = false Mode is invisible 
5 External OUT Limitation InterlockVisible = true External output limitation 
X Yellow (OUT=HL = 1 or OUT=LL= 1) and) External output limitation 
EOLIM = 1 InterlockColor 
- InterlockVisible = false External limitation is invisible 


The conditions are in priority order. Underlined parameters are configurable. 
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Section 4.16.7 RATPD0O3 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

ModeVisible 4. Mode false, true 

InterlockVisible 5. External OUT Limitation false, true 

UnitVisible 3. Unit onRequest, noSubscription 

NormalColor 2. Output Value and 3. Unit K11 (Magenta), any color 

ManModeColor 4. Mode K5 (Green), any color 

AutoModeColor 4. Mode K5 (Green), any color 

E1ModeColor 4. Mode K5 (Green), any color 

InterlockColor 5. External OUT Limitation K3 (Yellow), any color 

SelectAreaColor 1. SelectArea K16 (Black), any color Background color and deletion 
color 

Font 2. Output Value and 3. Unit FA40, any font 

FrameColor 1. SelectFrame K16 (Black), any color 

FrameWidth 1. SelectFrame 2, (1..4) 

NumberOfChar 2. Output Value 7 Include “.” and “-” 

UseDisplayColor 4. Mode false, true true if DisplayColor used 

DisplayColor 4. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
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4.16.8 RATPD51 


Presentation: 


1. Frame ————~— 


fs 


TA 


a 


2. Al Error 


3. MV Value 


6. Low Limit 1 —— 


7. Low Limit 2 —~— 


Definition Point 


. High Limit 2 —~— 


. High Limit 1 —— 


Behavior: 

No Description Presentation Condition Remarks 

11 SelectFrame White SELECTED = 1 Object frame 
Black = FrameColor 

1.2 TopLeftEdge Three Dimensions effect 
Grey - TopLeftColor 

1.3 BottomRightEdge Three Dimensions effect 
Grey - BottomRightColor 

2 Al Error ? Red flashing AI_ERR = 1 and AL_UNACK=1  Unacknowledged signal error 
? Red Al_ERR = 1 Signal error 

3 Measured Value MV Object value 
- AI_ERR = 1 Invisible - /O Error 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB =1 Alarm 
Green NormalColor 
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No Description Presentation Condition Remarks 
4 High Limit 2 MVH2 Alarm High limit 2 
—~_" - MVH2 >= MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow” AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_LMV>H2 = 1 
Unfilled Red flashing AU_MV>h2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey . LimitColor 
5 High Limit 1 MVH1 Warning High limit 1 
b— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MV>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey < LimitColor 
6 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey - LimitColor 
7 Low Limit 2 MVL2 Alarm Low limit 2 
—~( - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey : LimitColor 


The conditions are in priority order. Underlined parameters are configurable. 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 

NormalColor 3. Measured Value K5 (Green), any color 

TopLeftColor 1.2 TopLeftEdge N13 (Grey), any color Regarding the choice of the color 
BottomRightColor 1.3 BottomRightEdge N13 (Grey), any color it will be three dimension effect 
FrameColor 1.1 SelectFrame K16 (Black), any color 

FrameWidth 1.1 SelectFrame 2, (1..4) 

BarBackColor 3. Measured Value K16 (Black), any color Background color of the bargraph 
LimitColor 4. High Limit 2, 5. High Limit 1, M16 (Grey), any color Color of the limit arrows 


6. Low Limit 1 and 7. Low Limit 1 
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4.16.9 RATWIO1 


Presentation: 


4. Range Max 
2. Header RATIOSTN1 . Frame 
RatioStationNo1 1 
3. Status Line P Bx F 100.0 . High Limit 2 
. High Limit 1 
iS. MV "Value 57.6 | M/MIN . Warn. Ind Ratio 
14, Ratio Value 50.0 |% - Warn. Ind Output 
. Measured Value 
15. Output Value 20.3 . Low Limit 1 
17. BIAS Value -5.0 - Low Limit 2 
f vis ; es 5. Range Min 
Definition point 16. External OUT Limitation 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AL_UNACK = 1 Unacknowledged alarm 
Red DISTURB = 1 Alarm 
Green - Normal 
3 Status Line Status Line 
3.1 Mode M Green MAN = 1 Manual mode 
A Green AUTO = 1 Auto mode 
E1 Green E1=1 E1 mode 
3.2 Printout Blocked P Yellow PRINT_F1_BLK = 1 or Printout blocked 
PRINT_F2_BLK = 1 
3.3 Alarm Blocked B Yellow AL_F1_BLK = 1 or Alarm blocked by operator 
AL_F2_BLK = 1 
Bx Yellow AL_F1_P_BLK = 1 or Alarm blocked by PC-program 
AL_F2_P_BLK = 1 
3.4 Alarm Indication F Red DISTURB = 1 Alarm 
4 Range Max MAX Range Max of the MV value 
Green - 
5 Range Min MIN Range Min of the MV value 
Green - 


3BSE 001 962R0201 


4-399 


AdvaCommand User Interface 
Section 4.16.9 RATWIO1 


No Description Presentation Condition Remarks 
6 Measured Value Bargraph MV Object value 
Green 2 
7 High Limit 2 MVH2 Alarm High limit 2 
—~( - MVH2 >= MAX Invisible 
Filled Yellow MV>H2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow” AL_F2_BLK = 1 
Filled Red flashing MV>H2 = 1 and AU_MV>H2 = 1 
Unfilled Red flashing AU_MV>h2 = 1 
Filled Red MV>H2 = 1 
Unfilled Grey : 
8 High Limit 1 MVH1 Warning High limit 1 
>b— - MVH1 >= MAX Invisible 
Filled Yellow MV>H1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV>H1 = 1 and AU_MV>H1 = 1 
Unfilled Red flashing AU_MV>H1 = 1 
Filled Red MV>H1 = 1 
Unfilled Grey : 
9 Low Limit 1 MVL1 Warning Low limit 1 
>b— - MVL1 <= MIN Invisible 
Filled Yellow MV<L1 = 1 and AL_F1_BLK = 1 
Unfilled Yellow AL_F1_BLK = 1 
Filled Red flashing MV<L1 = 1 and AU_MV<L1 = 1 
Unfilled Red flashing AU_MV<L1 = 1 
Filled Red MV<L1 = 1 
Unfilled Grey = 
10 Low Limit 2 MVL2 Alarm Low limit 2 
—~( - MVL2 <= MIN Invisible 
Filled Yellow MV<L2 = 1 and AL_F2_BLK = 1 
Unfilled Yellow AL_F2_BLK = 1 
Filled Red flashing MV<L2 = 1 and AU_MV<L2 = 1 
Unfilled Red flashing AU_MV<L2 = 1 
Filled Red MV<L2 = 1 
Unfilled Grey - 
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No Description Presentation Condition Remarks 
11 Warning Indication Ratio RAT=H Yellow RATIO=HL = 1 Warning for Ratio 
RAT=L Yellow RATIO=LL = 1 
12 Warning Indication Output OUTSH Yellow OUT=HL = 1 Warning for Output 
OUTEL Yellow OUT=LL =1 
13 Measured Value The MV object value 
13.1. | MV Value 22? ?Red AI_ERR = 1 Al Error 
MV Measured value 
Green 
13.2 | MV Unit UNIT Measured unit 
Green . 
14 Ratio Value The RAT object value 
14.1. | RAT Value RATIO Ratio value 
Cyan - 
14.2 | RAT Unit R_UNIT Ratio unit 
Cyan - 
15 Output Value The OUT object value 
15.1. | OUT Value POUT Output value 
Magenta - 
15.2 | OUT Unit PO_UNIT Output unit 
Magenta 
16 External OUT limitation X Yellow (OUT=HL = 1 or OUT=LL= 1) and OUT limited by external limita- 
EOLIM = 1 tion 
17 BIAS Value The BIAS object value 
17.1 BIAS Value PARAM9 External Bias value 
Blue EBIAS = 1 
BIAS Bias value 
Blue EBIAS = 0 
17.2 | BIAS Unit Ext Blue EBIAS = 1 External Bias 
PO_UNIT Bias unit 
Blue EBIAS =0 
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4.17 Report display element 


4.17.1 REPPD0O4 


Presentation: 
Presentation = true 


Display element will present the values in a column. 
2. Value 


1. Value Area——__»+ 57.6/Q ~— 3. Signal Error 


81.6.0 Definition Point 
103.4'Q 
_27.1,Q 


_ 
L 
r 
L 
r 
L 


Presentation = false 
Display element will present the values in a line. 


57.610 81.6Q = 103.4Q = 27.10 


L 


Definition Point 


Utilized to transfer 4 real values. It contains a DAT(B) directly followed by 
4 DAT(R). DAT(B) shows the status of the succeeding DAT(R)-element 
which contain the real values which can be presented in the report display. 


Behavior: 
No Description Presentation Condition Remarks 
1 Value Area Black - BackgroundColor 
2 Values Presentation of 4 real values 
in a line or in a column 
REALx x=1,2,30r4 
- DAT(B)_VALUE4 = 1 or Real value 1 invisible 
DAT(B)_VALUE12 = 1 or Real value 2 invisible 
DAT(B)_VALUE20 = 1 or Real value 3 invisible 
DAT(B)_VALUE28 = 1 Real value 4 invisible 
Red DAT(B)_VALUE8 = 1 or Alarm for real value 1 
DAT(B)_VALUE16 = 1 or Alarm for real value 2 
DAT(B)_VALUE24 = 1 or Alarm for real value 3 
DAT(B)_VALUE32 = 1 Alarm for real value 4 
Green : NormalGolor 
3 Signal Error Signal error for each value 
Q Red DAT(B)_VALUE7 = 1 or Signal error for real value 1 
DAT(B)_VALUE15 = 1 or Signal error for real value 2 
DAT(B)_VALUE23 = 1 or Signal error for real value 3 
DAT(B)_VALUE31 = 1 Signal error for real value 4 
- - Signal error is invisible 
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The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 


Parameters Affects Options (bold is default) Remarks 

NormalColor 2. Values K5 (Green), any color 

Presentation 2. Values and 3. Signal Error true = Vertical, false = Horizontal 

Font 2. Values and 3. Signal Error FA40, any font 

BackgroundColor 1. Value Area K16 (Black), any color Background color and deletion 
color 

UseDisplayColor 3. Signal Error false, true true if DisplayColor used 

DisplayColor 3. Signal Error N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
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4.17.2 REPPDO8 


Presentation: 
Presentation = true 


Display element will present the values in a column. 
2. Value 


1. Value Area——» 57.6)Q ~— 3. Signal Error 
"81.6.0 ~~ pefinition Point 
103.4'Q 
_27.1,Q 
_57.6.Q 
_81.6'Q 
103.4'Q 
_27.1,Q 


r 
L 
o 
L 
r 
L 
r 
L 
a 
L 
Pa 
L 
r 
L 


Presentation = false 
Display element will present the values in a line. 


ny 


57.6|Q 


81.6Q | 103.4Q > 27.1Q: 57.6Q° 81.6Q | 103.4Q‘° 27.10 


Definition Point 


L 


Utilized to transfer 8 real values. It contains a DAT1(B) directly followed by 

4 DAT(R) and then a DAT2(B) again followed by 4 DAT(R). DATx(B) shows 
the status of the succeeding DAT(R)-element which contain the real values 
which can be presented in the report display. 


Behavior: 
No |Description Presentation Condition Remarks 
1 Value Area Black BackgroundColor 
2 Values Presentation of 4 real values 
in a line or in a column 
REALx x=1,2,3,4, 5,6, 70r8 
- DAT1(B)_VALUE4 = 1 or Real value 1 invisible 
DAT1(B)_VALUE12 = 1 or Real value 2 invisible 
DAT1(B)_VALUE20 = 1 or Real value 3 invisible 
DAT1(B)_VALUE28 = 1 or Real value 4 invisible 
DAT2(B)_VALUE4 = 1 or Real value 5 invisible 
DAT2(B)_VALUE12 = 1 or Real value 6 invisible 
DAT2(B)_VALUE20 = 1 or Real value 7 invisible 
DAT2(B)_VALUE28 = 1 Real value 8 invisible 
Red DAT1(B)_VALUE8 = 1 or Alarm for real value 1 
DAT1(B)_VALUE16 = 1 or Alarm for real value 2 
DAT1(B)_VALUE24 = 1 or Alarm for real value 3 
DAT1(B)_VALUE32 = 1 or Alarm for real value 4 
DAT2(B)_VALUE8 = 1 or Alarm for real value 5 
DAT2(B)_VALUE16 = 1 or Alarm for real value 6 
DAT2(B)_VALUE24 = 1 or Alarm for real value 7 
DAT2(B)_VALUE32 = 1 Alarm for real value 8 
Green - NormalCGolor 
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No Description 


Presentation 


Remarks 


3 Signal Error 


Q Red 


Condition 
DAT1(B)_VALUE7 = 1 or 
DAT1(B)_VALUE15 = 1 or 
DAT1(B)_VALUE23 = 1 or 
DAT1(B)_VALUE31 = 1 or 
DAT2(B)_VALUE7 = 1 or 
DAT2(B)_VALUE15 = 1 or 
DAT2(B)_VALUE23 = 1 or 
DAT2(B)_VALUE31 = 1 


Signal error for each value 


Signal error for real value 1 
Signal error for real value 2 
Signal error for real value 3 
Signal error for real value 4 
Signal error for real value 5 
Signal error for real value 6 
Signal error for real value 7 
Signal error for real value 8 


Signal error is invisible 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
NormalColor 2. Values K5 (Green), any color 

Presentation 2. Values and 3. Signal Error true = Vertical, false = Horizontal 

Font 2. Values and 3. Signal Error FA40, any font 


BackgroundColor 


1. Value Area 


K16 (Black), any color 


Background color and deletion 
color 


UseDisplayColor 3. Signal Error false, true true if DisplayColor used 
DisplayColor 3. Signal Error N13 (Black), any color Bg for Mode if UseDisplayColor is 
true 
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4.18 Process Dialog for Sequence SEQ 


4.18.1 MIN Dialog (No authority key) 


4.18.1.1 Keyboard keys 


3. Previous Level 


bal 


Prev 
Ob ject 


Dialog 
Exit 


2. Object Display 


b ject 


a 


| | 1. Acknowledge 


iat 
J} ( 


© 


Ry 


Key 1: Acknowledge 


Key 2: Object Display 
Key 3: Previous Level 
Key 4: Man 
Key 5: Auto 
Key 6: Start 


Key 7: Stop 


7. Ls 6. t 


Figure 4-109. Keyboard keys 


Perform: 


Acknowledge 


Select: Object Display 


AL_UNACK = 0 


Select Dynamic keys: Top Level 


Perform: 


Perform: 


Perform 


Perform: 


Set to manual mode 


Set to automatic mode 


: Start the Sequence 


Stop the Sequence 


MAN= 1 
AUTO = 1 
START = 1 
START =0 
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4.18.1.2 Dynamic keys, Top Level 


@ pe = Hold - Step mt Reset 2 
D6 D7 D8 D9 D10 Keyboard... 
Figure 4-110. Dynamic keys 
D2: Hold Perform: Set to hold mode HOLD = 1 
D3: Step Perform: Steps the Sequence one step STEP = 1 
D4: Reset Perform: Reset the Sequence to 
initial values 
D10:Keyboard... Select Dynamic keys: Keyboard 
4.18.1.3 Dynamic keys, Keyboard 
us Hy Start i Man Auto a - 
De Cc Stop vs Acknowledge D8 Object Display Pe pie 
Figure 4-111. Dynamic keys 
D1: Start Perform: Start the Sequence START = 1 
D2: Man Perform: Set to manual mode MAN = 1 
D3: Auto Perform: Set to automatic mode AUTO = 1 
D6: Stop Perform: Stop the Sequence START = 0 
D7: Acknowledge Perform: Acknowledge AL_UNACK = 0 


D8: Object Display Select: Object Display 
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4.18.2 MAX Dialog (Authority key) 


4.18.2.1 Keyboard keys 


4. Next Block 


5. \"s hic Li 3. Previous Level 
Y 
| on] auto &z. | 


1@ (CO Se we 
16 bes Sry 


Figure 4-112. Keyboard keys 


Dialog 
Exit 


2. Object Display 


no 


8. Stop 7. Start 


Key 1: Acknowledge Perform: Acknowledge AL_UNACK = 0 
Key 2: Object Display Select: Object Display 
Key 3: Previous Level Select Dynamic keys: Top Level 
Key 4: Next Block Page between the dynamic key sets: 
Block, Parameters and Keyboard 
Key 5: Man Perform: Set to manual mode MAN= 1 
Key 6: Auto Perform: Set to automatic mode AUTO = 1 
Key 7: Start Perform: Start the Sequence START = 1 


Key 8: Stop Perform: Stop the Sequence START =0 
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4.18.2.2 Dynamic keys, Top Level 


D1 D2 


Fy bold 


D6 D7 


D2: Hold 
D3: Step 


D4: Reset 


D5: Jump 
D8:Block... 
D9:Parameters... 


D10:Keyboard... 


4.18.2.3 Dynamic keys, Keyboard 


Reset 


D8 


Figure 4-113. Dynamic keys 


Perform: Set to hold mode 
Perform: Steps the Sequence one step 


Perform: Reset the Sequence to 
initial values 


Perform: Jump to step JPOSN_OUTP 
Select Dynamic keys: Block 
Select Dynamic keys: Parameters 


Select Dynamic keys: Keyboard 


ee i Start pe Man 2s Auto od 

pe Cc Stop on Acknowledge Object Display ras 
Figure 4-114. Dynamic keys 

D1: Start Perform: Start the Sequence 

D2: Man Perform: Set to manual mode 

D3: Auto Perform: Set to automatic mode 

D6: Stop Perform: Stop the Sequence 


D7: Acknowledge 


D8: Object Display 


4-410 


Perform: Acknowledge 


Select: Object Display 


Parameters... 


2 Jump 


pe Keyboard... 


HOLD = 1 
STEP = 1 


JUMP = 1 


DS 


START = 1 
MAN = 1 

AUTO = 1 
START = 0 
AL_UNACK = 0 
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Section 4.18.2 MAX Dialog (Authority key) 


4.18.2.4 Dynamic keys, Block 


D1 Block D2 
Command 
Dé Deblock D7 
Command 
D1: Block Command 


D2: Block Alarm 


D3: Block Printout 


D 


#& 


: Block I/P Event 


D5: Block I/P Printout 


D6: Deblock Command 


D7: Deblock Alarm 


D8: Deblock Printout 


D9: Deblock I/P Event 


D10: Deblock I/P 
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Block 
Alarm 


Deblock 
Alarm 


D3 Block D4 Block |/P 
Printout Event 

D8 Deblock Dg Deblock I/P 
Printout Event 


Figure 4-115. Dynamic keys 


Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 
If BLOCKED = | then key is dimmed 


Pressed: yellow text 
Released: white text 
If BLOCKED = 1 then key is dimmed 


Pressed: yellow text 
Released: white text 
If BLOCKED = | then key is dimmed 


Pressed: yellow text 
Released: white text 
If BLOCKED = | then key is dimmed 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 
If BLOCKED = | then key is dimmed 


Pressed: green text 
Released: white text 
If BLOCKED = | then key is dimmed 


Pressed: green text 
Released: white text 
If BLOCKED = 1 then key is dimmed 


Pressed: green text 
Released: white text 
If BLOCKED = | then key is dimmed 


D5 Block 1/P 
Printout 


D10 Deblock 1|/P 
Printout 


BLOCKED = 1 


DI1_AL_BLK = | and 
TF_AL_BLK= 1 


DI1_PR_BLK = 1 and 
TF_PR_BLK = 1 


PT_AL_BLK= | and 
SI_LAL_BLK = 1 


PT_PR_BLK = 1 and 
SI_PR_BLK = 1 


BLOCKED = 0 


DI1_AL_BLK = 0 and 
TF_AL_BLK=0 


DI1_PR_BLK =0 and 
TF_PR_BLK =0 


PT_AL_BLK=0 and 
SI_LAL_BLK = 0 


PT_PR_BLK = 0 and 
SI_PR_BLK = 0 
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4.18.2.5 Dynamic keys, Parameters 


4-412 


D1 i D2 
Conditional 


Unconditional 


D1: Conditional 


D2: Jump Pos 


D3: No of Turns 


D4: Interval Time 


D6: Unconditional 


Jump Pos 55 Bs No of Turns 0 mt Interval Time 100 


D8 Dg 


Figure 4-116. Dynamic keys 
Pressed: yellow text 
Released: white text 


Pressed: Dialog for changing 
JPOSN_OUTP, value green 


Pressed: Dialog for changing 
TURNSO, value green 


Pressed: Dialog for changing 
INTV_TDO, value green 


Pressed: green text 
Released: white text 


DS 


D10 


UNCOND = 0 


JPOSN_OUTP / JPOSO 


TURNSO 


INTV_TDO 


UNCOND = 1 
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4.18.3 SEQGRO1 


Presentation: 


2. Header S EQ 1 1. Frame 
Chip feeder 
3. Status Line M Un BL 
( Sea. Time 9. Alarm Text 
4. Run Status q 
5. Information Text Feeder speed 238.80 
and Value 
Current Step 
6. Current Step 64: Batch oil 
7. Interlock Info il pressu re 
Next Step 
8. Next Step 65: Heating 


ene 


Definition point 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing Dl2_AL_UNACK = 1 or Unacknowledged alarm 
AU_POSN_F =1 or 
AU_SERVUC = 1 or 
AU_SEQAL = 1 or 
AU_STEPAL = 1 
Yellow BLOCKED =1 Command blocked 
Red DI2_DIST = 1 Alarm 
Green - Normal 
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No _ |Description Presentation Condition Remarks 
3 Status Line Status Line 
3.1 Mode" M Un Green MAN = 1 and UNCOND = 1 Manual mode ManModeColor 
M Green MAN = 1 Manual mode ManModeColor 
A Green AUTO = 1 Auto mode 
HOLD yellow HOLD = 1 Hold mode 
3.2 Printout Blocked P Yellow TF_PR_BLK = 1 Printout blocked 
3.3 Alarm Blocked B Yellow DIi_AL_BLK = 1 Alarm blocked by operator 
Bx Yellow DIi_AL_P_BLK = 1 Alarm blocked by PC-program 
3.4 Fault Indication F Red Dl2_DIST = 1 Alarm 
3.5 Command Blocked BL Yellow BLOCKED = 1 Command blocked 
4 Run Status Indication KX Green INTERLOCK = 1 and Not Ready for Start 
RUN =0 
= Green HOLD = 1 
fz Green flashing RUN=1 and Not-Completed 
BUSY = 1 
ee Green RUN = 1 
LI Green RUN = 0 
5 Information Box Filled background Black BLANKINF = 0 and INFTXT <> ““ = Invisible when BLANKINF = 1 
Information Text INFTXT Information text 
Grey BLANKINF = 0 
Information Value INFVAL Information value 
Grey BLANKINF = 0 and INFTXT <> “* 
6 Current Step Text Current Step Grey Current step text 
Current Step Box Filled background Black POSN <> 0 Invisible when POSN = 0 
Current Step Number and Name POSN = STEPNAME Current step number and 
name 
Green POSN <> 0 
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No Description Presentation Condition Remarks 

7 Interlock Info Text Next Step Enabled NXTCOND = 1 
Green 
CONDTXT1 CONDTXT1 <> ° and Condition 1 exists but is not 
Yellow CONDSTA1 = 0 satisfied 
CONDTXT2 CONDTXT2 <>” and Condition 2 exists but is not 
Yellow CONDSTA2 = 0 satisfied 
CONDTXT3 CONDTXT3 <> ° and Condition 3 exists but is not 
Yellow CONDSTAS = 0 satisfied 
CONDTXT4 CONDTXT4 <> ° and Condition 4 exists but is not 
Yellow CONDSTA4 = 0 satisfied 
CONDTXT5 CONDTXT5 <> ° and Condition 5 exists but is not 
Yellow CONDSTAS = 0 satisfied 
CONDTXT6 CONDTXT6 <> ° and Condition 6 exists but is not 
Yellow CONDSTAG = 0 satisfied 
CONDTXT7 CONDTXT7 <> ° and Condition 7 exists but is not 
Yellow CONDSTA7 = 0 satisfied 
CONDTXT8 CONDTXTS8 <>” and Condition 8 exists but is not 
Yellow CONDSTA8 = 0 satisfied 

8 Next Step Text Next Step Grey Next step text 

Next Step Box Filled background Black NXTPOS <> 0 Invisible when NXTPOS = 0 
Next Step Number and Name NXTPOS * NXTNAME Next step number and name 

Green NXTPOS <> 0 

9 Alarm Text 2? 2? ? Yellow flashing DI2_RP_F_BLK = 1 Repeat fail block 
- DIl1_AL_BLK = 1 or Alarm blocked by operator or 

DI1_AL_P_BLK = 1 Alarm blocked by PC-program 

Jump Error = Red TS_POSN_F = 1 
Seq. Time Red TS_SEQAL = 1 
Step Time Red TS_STEPAL = 1 


* The mode flags are mutually exclusive (except for UncondM), and the priority order is not applicable. 


The conditions are in priority order. Underlined parameters are configurable. 


Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FC50, any font 
ManModeColor 3.1 Mode K5 (Green), any color 
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4.18.4 SEQOB01 


Presentation: 


2 3 4 
Us ALARMS 
35 Bx HI Sequence Time Out #— 5 
21 = Previous Step| 63: Start feeder Activities eee Bx Mf Step Time Out —+— 6 
Information Start scale | 36 Bx Mf Jump Error i— 7 
22—-> _ Feeder speed 238.80 il Open valve «———___}-_ 37 
Preheating oil ~________+__ 38 BLOCKING 
23 = Current Step] 64: Batch oil Cooling motor «+ 39 mm Command =——— 8 
os P Bx Alarm + —_—__+—_ 9 
All Activities «———————_+- 40 
25 - a oes PB Event ~————+— 10 
pe os Franson Conditions Jump Cond and Step 
—_+ ater temperature High Meee 
27 Oil pressure Bscoig =| 41 Mi REPEAT FAIL BLOCK 11 
28 ——_»> Batch oil 
29 ——»| ©] Water level boiler Lowwaterlevel |_| 49 | SEQUENCETIMES —~+}— 12 
30 ——* 1 Acid level tank B6 143: Refilling Max Time 300s 
31 ——_» Air cleaning ON Fire | 43 Elapsed Time 54s 
ss —+ Of 79: Stop oil pump STEP TIMES =| 13 
Bi High current H23 44 Max Time 100s 
34 —_» Next Step Enabled 183: Stop motor aH Elapsed Time 0s 
INTERVAL TIMES = 14 
Max Time 100s 
4 = Next Step | 65: Heating Elapsed Time Os 
HE Man Uncond NO OF TURNS 
Auto Change to Step 183 Number of Turns 0 —+— 15 
Hold Jump to Step 55 Actual Turn 0 «1 — 16 
t t \ 
I | l 
20 19 18 17 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black : 
2 Header NAME and DESCR Object name and description 
Red flashing Dl2_AL_UNACK = 1 or Unacknowledged alarm 
AU_POSN_F =1 or 
AU_SERVUC = 1 or 
AU_SEQAL = 1 or 
AU_STEPAL = 1 
Yellow BLOCKED =1 Command blocked 
Red DI2_DIST = 1 Alarm 
Green ; Normal 
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No Description Presentation Condition Remarks 
3.1 Section Text Section Grey Text in front of the value 
3.2 Section Value Green PROC_SEC Process section 
4.1 Class Text Class Grey Text in front of the value 
4.2 Class Value Green CLASS Object class 
5 Sequence Time Out Sequence Time Out 
5.1 Alarm Blocked B Yellow TF_AL_BLK = 1 Alarm blocked by operator 
Bx Yellow TF_AL_P_BLK = 1 Alarm blocked by PC-program 
5.2 Alarm Indication i Red flashing AU_SEQAL = 1 Unacknowledged alarm 
m Red TS_SEQAL = 1 Alarm 
5.3 Sequence Time Out Text Seq uence Time Out Text for Sequence Time Out 
Red AU_SEQAL = 1 or TS_SEQAL = 1 
Grey - 
6 Step Time Out Step Time Out 
6.1 Alarm Blocked B Yellow TF_AL_BLK = 1 Alarm blocked by operator 
Bx Yellow TF_AL_P_BLK = 1 Alarm blocked by PC-program 
6.2 Alarm Indication mi Red flashing AU_STEPAL = 1 Unacknowledged alarm 
m Red TS_STEPAL = 1 Alarm 
6.3 Step Time Out Text Step Time Out Text for Step Time Out 
Red AU_STEPAL = 1 or 
TS_STEPAL = 1 
Grey - 
7 Jump Error Jump Error 
7.1 Alarm Blocked B Yellow TF_AL_BLK = 1 Alarm blocked by operator 
Bx Yellow TF_AL_P_BLK = 1 Alarm blocked by PC-program 
7.2 Alarm Indication gi Red flashing AU_POSN_F = 1 Unacknowledged alarm 
m Red TS_POSN_F = 1 Alarm 
7.3 Jump Error Text Jump Error Red Text for Jump Error 
Red AU_POSN_F = 1 or 
TS_POSN_F = 1 
Grey - 
8 Command Blocking Command blocking 
8.1 Command Block Indication gi Yellow BLOCKED = 1 Command blocked 
8.2 Command Text Command Text for Command 
Yellow BLOCKED = 1 
Grey - 
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No Description Presentation Condition Remarks 
9 Alarm Blocking Alarm blocking 
9.1 Printout Blocked P Yellow DIl1_PR_BLK = 1 and Printout blocked 
TF_PR_BLK = 1 
9.2 Alarm Blocked B Yellow TF_AL_BLK = 1 Alarm blocked by operator 
Bx Yellow TF_AL_P_BLK = 1 Alarm blocked by PC-program 
9.3 Alarm Text Alarm Grey Text for Alarm 
10 Event Blocking Event blocking 
10.1 Printout Blocked P Yellow PT_PR_BLK = 1 and Printout blocked 
SI_PR_BLK = 1 
10.2 | Event Blocked B Yellow PT_AL_BLK = 1 and Alarm blocked 
SI_AL_BLK = 1 
10.3 | Event Text Event Grey Text for Event 
11.1 Repeat Fail Block Indication i Yellow flashing DI2_RP_F_BLK = 1 Repeat fail blocked 
11.2 | Repeat Fail Block Text REPEAT FAIL Text for REPEAT FAIL BLOCK 
BLOCK 
Yellow DI2_RP_F_BLK = 1 
Grey - 
12 SEQUENS TIMES SEQUENS TIMES 
12.1. | Max Sequence Time Text Max Time Grey Max Time Text 
12.2 | Max Sequence Time Green SEQTD Max Sequence Time 
12.3 | Elapsed Sequence Time Text Elapsed Time Grey Elapsed Time Text 
12.4 | Elapsed Sequence Time Green SEQTE Elapsed Sequence Time 
13 STEP TIMES STEP TIMES 
13.1. | Max Step Time Text Max Time Grey Max Time Text 
13.2 | Max Step Time Green STEPTD Max Step Time 
13.3 | Elapsed Step Time Text Elapsed Time Grey Elapsed Time Text 
13.4 | Elapsed Step Time Green STEPTE Elapsed Step Time 
14 INTERVAL TIMES INTERVAL TIMES 
14.1 | Max Interval Time Text Max Time Grey Max Time Text 
14.2 | Max Interval Time Green INTV_TDO Max Interval Time 
14.3 | Elapsed Interval Time Text Elapsed Time Grey Elapsed Time Text 
14.4 | Elapsed Interval Time Green INTV_TE Elapsed Interval Time 
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No Description Presentation Condition Remarks 
NO OF TURNS NO OF TURNS 
15.1. | Number of Turns Text Number of Turns Grey Number of Turns Text 
15.2 | Number of Turns Green TURNSO Number of Turns 
16.1 | Actual Turn Text Actual Turn Grey Actual Turn Text 
16.2 | Actual Turn Green ACT_TURN Actual Turn 
17.1 | Jump to Step Text Jump to Step Grey Jump to Step Text 
17.2 | Jump to Step Value JPOSO Jump to Step Value 
Grey MAN = 1 
Dimmed Grey MAN = 0 Dimmed when unavailable 
18.1 | Change to Step Text Change to Step Grey Change to Step Text 
18.2 | Change to Step Value Green NEXTSTEP Change to Step Value 
19 Run Status Indication x4] Green INTERLOCK = 1 and Not Ready for Start 
RUN =0 
A Green HOLD = 1 
Pa Green flashing RUN = 1 and Not-Completed 
BUSY = 1 
pedi Green RUN = 1 
Cl Green RUN =0 
20.1 | Manual Mode Indication mw Green filled MAN = 1 Manual mode 
Man Green MAN = 1 Man text behind the indication 
Man Grey MAN = 0 
Uncond Green UNCOND = 1 Manual unconditional mode 
20.2 | Auto mode | Green filled AUTO = 1 Auto mode 
Auto Green AUTO = 1 Auto text behind the indication 
Auto Grey AUTO = 0 
20.3 | Hold mode gw Yellow filled HOLD = 1 Hold mode 
Hold Yellow HOLD = 1 Hold text behind the indication 
Hold Grey HOLD =0 
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No Description Presentation Condition Remarks 
21 Previous Step Text Previous Step Grey Previous Step Text 
Previous Step Box Filled background Black PREPOS <> 0 Invisible when PREPOS = 0 
Previous Step Number and PREPOS » PRENAME Previous step number and 
Name name 
Green PREPOS <> 0 
22.1 | Information Text Information Grey Information Text 
22.2 | Information Box Filled background Black BLANKINF = 0 and INFTXT <>““ = Invisible when BLANKINF = 1 
22.3 | Information Text INFTXT Information text 
Green BLANKINF = 0 and INFTXT <> ““ 
22.4 | Information Value INFVAL Information value 
Green BLANKINF = 0 and INFTXT <> ““ 
23.1 | Current Step Text Current Step Grey Current Step Text 
23.2 | Current Step Box Filled background Black POSN <> 0 Invisible when POSN = 0 
23.3 | Current Step Number and Name POSN | STEPNAME Curr. step number and name 
Green POSN <> 0 
24.1. | Next Step Text Next Step Grey Next Step Text 
24.2 | Next Step Box Filled background Black NXTPOS <> 0 Invisible when NXTPOS = 0 
24.3 | Next Step Number and Name NXTPOS ! NXTNAME Next step number and name 
Green NXTPOS <> 0 
25.1 | Transitions Condition Text Transitions Transitions Condition Text 
Condition Grey 
25.2 | Transition Condition Box Filled background Black any CONDTXT# <> ““ Invisible when no CONDTXT# 
26.1 | Transition Condition 1 Ind. oO Green CONDSTA1 = 0 
| Green CONDSTA1 = 1 
26.2 | Transition Condition 1 Text CONDTXT1 Green CONDTXT1 <> ““ Invisible when no CONDTXT1 
27.1 | Transition Condition 2 Ind. oO Green CONDSTA2 = 0 
| Green CONDSTA2 = 1 
27.2 | Transition Condition 2 Text CONDTXT2 Green CONDTXT2 <> “ Invisible when no CONDTXT2 
28.1 | Transition Condition 3 Ind. oO Green CONDSTAS = 0 
H Green CONDSTAS = 1 
28.2 | Transition Condition 3 Text CONDTXT3 Green CONDTXT3 <> ““ Invisible when no CONDTXT3 
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No Description Presentation Condition Remarks 
29.1 | Transition Condition 4 Ind. oO Green CONDSTA4 = 0 

| Green CONDSTA4 = 1 
29.2 | Transition Condition 4 Text CONDTXT4 Green CONDTXT4 <> “* Invisible when no CONDTXT4 
30.1 | Transition Condition 5 Ind. oO Green CONDSTAS = 0 

| Green CONDSTAS = 1 
30.2 | Transition Condition 5 Text CONDTXT5 Green CONDTXT5 <> ““ Invisible when no CONDTXT5 
31.1. | Transition Condition 6 Ind. oO Green CONDSTA6 = 0 

| Green CONDSTA6 = 1 
31.2 | Transition Condition 6 Text CONDTXT6 Green CONDTXTE6 <> ““ Invisible when no CONDTXT6 
32.1 | Transition Condition 7 Ind. oO Green CONDSTA7 = 0 

| Green CONDSTA7 = 1 
32.2 | Transition Condition 7 Text CONDTXT7 Green CONDTXT7 <> ““ Invisible when no CONDTXT7 
33.1 | Transition Condition 8 Ind. oO Green CONDSTAS8 = 0 

| Green CONDSTAS = 1 
33.2 | Transition Condition 8 Text CONDTXT8 Green CONDTXT8 <> ““ Invisible when no CONDTXT8 
34.1. | Next Step Enabled Indication oO Green NXTCOND = 0 

| Green NXTCOND = 1 
34.2 |Next Step Enabled Text Next Step Enabled Next Step Enabled Text 

Grey 

35.1 | Activities Text Activities Grey Activities Text 
35.2 | Activities Box Filled background Black any ACTTXT# <> “ Invisible when no ACTTXT# 
36.1 | Activity 1 Indication oO Green ACTSTA1 =0 

| Green ACTSTA1 = 1 
36.2 | Activity 1 Text ACTTXT1 Green ACTTXT1 <> “* Invisible when no ACTTXT1 
37.1 | Activity 2 Indication oO Green ACTSTA2 = 0 

| Green ACTSTA2 = 1 
37.2 | Activity 2 Text ACTTXT2 Green ACTTXT2 <> “* Invisible when no ACTTXT2 
38.1 | Activity 3 Indication oO Green ACTSTAS3 = 0 

| Green ACTSTAS = 1 
38.2 | Activity 3 Text ACTTXT3 Green ACTTXT3 <> “* Invisible when no ACTTXT3 
39.1 | Activity 4 Indication oO Green ACTSTA4 = 0 

| Green ACTSTA4 = 1 
39.2 | Activity 4 Text ACTTXT4 Green ACTTXT4 <> “* Invisible when no ACTTXT4 
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No Description Presentation Condition Remarks 
40.1 | All Activities Indication oO Green ALLACT = 0 
| Green ALLACT = 1 
40.2 | All Activities Text All Activities Grey All Activities Text 
4 Jump Cond and Step Text Jump Cond and Jump Cond and Step Text 
Step Grey 
41.1 | Jump Condition 1 Box Filled background Black JCTXT1 <> “* Hollow when no JCTXT1 
41.2 | Jump Condition 1 Indication Oo Green JCSTA1 =0 
| Green JCSTA1 = 1 
41.3. | Jump Condition 1 Text JCTXT1 Green JCTXT1 <> “* Invisible when no JCTXT1 
41.4 | Jump Step 1 Number and Name JPOS1 =} JNAME1 Jump step number and name 
Green JCTXT1 <> 0 Invisible when no JCTXT1 
42.1 | Jump Condition 2 Box Filled background Black JCTXT2 <> ““ Hollow when no JCTXT2 
42.2 | Jump Condition 2 Indication o Green JCSTA2 = 0 
| Green JCSTA2 = 1 
42.3 | Jump Condition 2 Text JCTXT2 Green JCTXT2 <> “* Invisible when no JCTXT2 
42.4 | Jump Step 2 Number and Name JPOS2 =} JNAME2 Jump step number and name 
Green JCTXT2 <> 0 Invisible when no JCTXT2 
43.1 | Jump Condition 3 Box Filled background Black JCTXT3 <> ““ Hollow when no JCTXT3 
43.2 | Jump Condition 3 Indication Oo Green JCSTA3 = 0 
| Green JCSTAS = 1 
43.3 | Jump Condition 3 Text JCTXT3 Green JCTXT3 <> “* Invisible when no JCTXT3 
43.4 | Jump Step 3 Number and Name JPOS23 2 JNAME3 Jump step number and name 
Green JCTXT3 <> 0 Invisible when no JCTXT3 
44.1 | Jump Condition 4 Box Filled background Black JCTXT4 <> “* Hollow when no JCTXT4 
44.2 | Jump Condition 4 Indication o Green JCSTA4 = 0 
| Green JCSTA4 = 1 
44.3. | Jump Condition 4 Text JCTXT4 Green JCTXT4 <> “* Invisible when no JCTXT4 
44.4 | Jump Step 4 Number and Name JPOS4 = JNAME4 Jump step number and name 


Green 


JCTXT24 <> 0 


Invisible when no JCTXT4 
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4.18.5 SEQPD0O1 


Presentation: 


1. Frame ——>— 


A 


2. Mode 


Definition Point 


3. Step Number 


64 


4. Status 

Behavior: 

No Description Presentation Condition Remarks 

1 SelectFrame White SELECTED = 1 Selected 
Dotted Yellow DI1_AL_BLK = 1 Alarm blocked by operator 
Black - 

2 Mode’ ModeVis = true Object mode 
M Green MAN = 1 Manual mode ManColor 
A Green AUTO =1 Auto mode AutoColor 
H Yellow HOLD =1 Hold mode HoldTextColor 
- ModeVis = false Mode is invisible 

3 Current Step Number StepPosVis = true Current Step Number 

POSN Invisible when POSN = 0 

Green POSN <> 0 StepTextColor 
- StepPosVis = false Step Number is invisible 
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No Description 


Presentation 


Condition 


Remarks 


4 Run Status Indication 


shape 


color: 


OO 


INTERLOCK = 1 and 


RUN =0 
HOLD = 1 


RUN = 1 


RUN =0 


Not Ready for Start 


Red flashing 


Yellow 
Red 
Green flashing 


Green 


DI2_AL_UNACK =1 or 


AU_POSN_F = 1 or 
AU_SERVUC = 1 or 
AU_SEQAL = 1 or 
AU_STEPAL = 1 


BLOCKED = 1 
DI2_DIST 


RUN = 1 and BUSY = 1 


Filled symbol, see above. 


* Unconditional mode is not shown 


The conditions are in priority order. Underlined parameters are configurable. 


Parameters Affects Options (bold is default) Remarks 
StepPosVis 3. Current Step Number true, false Step Number is visible 
ModeVis 2. Mode true, false Mode string is visible 
StepTextColor 3. Current Step Number K5 (Green), any color 
AutoColor 2. Mode K5 (Green), any color Color of mode when in Auto 
ManColor 2. Mode K5 (Green), any color Color of mode when in Man 
HoldTextColor 2. Mode K3 (Yellow), any color Color of mode when in Hold 
Font 2. Mode and FA40, any font Texts 

3. Current Step Number 
UseDisplayColor 2. Mode false, true true if DisplayColor used 
DisplayColor 2. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 


true 
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4.18.6 SEQSG01 


Presentation: 


1.Frame 2. Header 3. Run Status 5. Status 7. Info Value 9. Interlock Info 
i Mode 6. Info Text | 8. Alarm Text 
SEQ1 Chip feeder : MUn_ PB F Feeder speed 238.80 Seq. Time Oil pressure 
64 Batch oil BL 
| 
11. Step Name 
12. Step Number 10. Command Blocked 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black : FrameColor 
2 Header NAME and DESCR Object name and description 
Red flashing Dl2_AL_UNACK = 1 or Unacknowledged alarm 
AU_POSN_F = 1 or 
AU_SERVUC = 1 or 
AU_SEQAL = 1 or 
AU_STEPAL = 1 
Yellow BLOCKED =1 Command blocked 
Red DI2_DIST =1 Alarm 
Green - Normal 
3 Run Status Indication Green INTERLOCK = 1. and Not Ready for Start 
RUN =0 
Fj Green HOLD = 1 
Green flashing RUN =1 and Not-Completed 
BUSY = 1 
i Green RUN = 1 
LI Green RUN = 0 
4 Mode M Un_ Green MAN = 1 and UNCOND = 1 Manual mode ManModeColor 
M Green MAN = 1 Manual mode ManModeColor 
A Green AUTO = 1 Auto mode 
HOLD Yellow HOLD = 1 Hold mode 
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No Description Presentation Condition Remarks 
5 Printout Blocked P Yellow TF_PR_BLK = 1 Printout blocked 
Alarm Blocked B sYellow DIi_AL_BLK = 1 Alarm blocked by operator 
Bx Yellow DI1_AL_P_BLK =1 Alarm blocked by PC-program 
Fault Indication F Red DI2_DIST = 1 Alarm 
6 Information Text INFTXT Information text 
Grey BLANKINF = 0 Invisible when BLANKINF = 1 
7 Information Value INFVAL Information value 
Grey BLANKINF = 0 and INFTXT <> ““ = Invisible when BLANKINF = 1 
8 Alarm Text ? ? ? Yellow flashing Dl2_RP_F_BLK = 1 Repeat fail block 
- Dli_AL_BLK = 1 or Alarm blocked by operator or 
DIl1_AL_P_BLK = 1 Alarm blocked by PC-program 
Jump Error = Red TS_POSN_F = 1 
Seq. Time Red TS_SEQAL = 1 
Step Time Red TS_STEPAL = 1 
9 Interlock Info Text Next Step Enabled NXTCOND = 1 
Green 
CONDTXT1 CONDTXT1 <>” and Condition 1 exists but is not 
Yellow CONDSTA1 =0 satisfied. 
CONDTXT2 CONDTXT2 <>” and Condition 2 exists but is not 
Yellow CONDSTA2 = 0 satisfied. 
CONDTXT3 CONDTXT3 <> °” and Condition 3 exists but is not 
Yellow CONDSTAS3 = 0 satisfied 
CONDTXT4 CONDTXT4 <>” and Condition 4 exists but is not 
Yellow CONDSTA4 = 0 satisfied 
CONDTXT5 CONDTXT5 <>” and Condition 5 exists but is not 
Yellow CONDSTAS = 0 satisfied 
CONDTXT6 CONDTXT6 <>” and Condition 6 exists but is not 
Yellow CONDSTA6 = 0 satisfied 
CONDTXT7 CONDTXT7 <>” and Condition 7 exists but is not 
Yellow CONDSTA7 = 0 satisfied 
CONDTXT8 CONDTXTS8 <>” and Condition 8 exists but is not 
Yellow CONDSTAS8 = 0 satisfied 
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No Description Presentation Condition Remarks 

10 Command Blocked BL Yellow BLOCKED = 1 Command blocked 

11 Current Step Name STEPNAME Invisible when POSN = 0 
Green POSN <> 0 

12 Current Step Number POSN Invisible when POSN = 0 
Green POSN <> 0 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 
FrameColor 1. SelectFrame K16 (Black), any color 

NameFont 2. Header Name FC50, any font 

ManModeColor 4. Mode K5 (Green), any color 
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4.18.7 SEQWIO01 


Presentation: 


——1. Frame 


2. Header es SEQ1 


Chip feeder 


4. Run Status ___ a M Un BL 


PBxF + 3. Status Line 
Seq. Time +— ® Alarm Text 


5. Information Text__ 


and Value Feeder speed 238.80 
6. Current Step t- | 64: Batch oil 
7. Interlock Info ——_~|| Oil pressure 
Definition point 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black 
2 Header NAME and DESCR Object name and description 
Red flashing DI2_AL_UNACK = 1 or Unacknowledged alarm 
AU_POSN_F = 1 or 
AU_SERVUC = 1 or 
AU_SEQAL = 1 or 
AU_STEPAL = 1 
Yellow BLOCKED =1 Command blocked 
Red DI2_DIST = 1 Alarm 
Green > Normal 
3 Status Line Status Line 
3.1 Mode" M Un _ Green MAN = 1 and UNCOND = 1 Manual mode 
M Green MAN = 1 Manual mode 
A Green AUTO = 1 Auto mode 
HOLD Vellow HOLD = 1 Hold mode 


3BSE 001 962R0201 


4-431 


AdvaCommand User Interface 


Section 4.18.7 SEQWIO1 


No Description Presentation Condition Remarks 
3.2 Printout Blocked P Yellow TF_PR_BLK = 1 Printout blocked 
3.3 Alarm Blocked B Yellow Dli_AL_BLK = 1 Alarm blocked by operator 
Bx Yellow DIi_AL_P_BLK = 1 Alarm blocked by PC-program 
3.4 Fault Indication F Red Di2_DIST = 1 Alarm 
3.5 Command Blocked BL Yellow BLOCKED = 1 Command blocked 
4 Run Status Indication x4] Green INTERLOCK = 1 and Not Ready for Start 
RUN =0 
= Green HOLD = 1 
ia Green flashing RUN=1 and Not-Completed 
BUSY = 1 
i Green RUN = 1 
LI Green RUN = 0 
5 Information Box Filled background Black BLANKINF = 0 and INFTXT <> ““ = Invisible when BLANKINF = 1 
Information Text INFTXT Information text 
Grey BLANKINF = 0 
Information Value INFVAL Information value 
Grey BLANKINF = 0 and INFTXT <> ““ 
6 Current Step Box Filled background Black POSN <> 0 Invisible when POSN = 0 


Current Step Number and Name 


Green 


POSN | STEPNAME 


POSN <> 0 


Current step number and 
name 
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No Description Presentation Condition Remarks 

7 Interlock Info Text Next Step Enabled NXTCOND = 1 
Green 
CONDTXT1 CONDTXT1 <> ° and Condition 1 exists but is not 
Yellow CONDSTA1 = 0 satisfied 
CONDTXT2 CONDTXT2 <>” and Condition 2 exists but is not 
Yellow CONDSTA2 = 0 satisfied 
CONDTXT3 CONDTXT3 <>” and Condition 3 exists but is not 
Yellow CONDSTAS3 = 0 satisfied 
CONDTXT4 CONDTXT4 <>” and Condition 4 exists but is not 
Yellow CONDSTA4 = 0 satisfied 
CONDTXT5 CONDTXT5 <>” and Condition 5 exists but is not 
Yellow CONDSTAS = 0 satisfied 
CONDTXT6 CONDTXT6 <>” and Condition 6 exists but is not 
Yellow CONDSTA6 = 0 satisfied 
CONDTXT7 CONDTXT7 <> and Condition 7 exists but is not 
Yellow CONDSTA7 = 0 satisfied 
CONDTXT8 CONDTXTS8 <>” and Condition 8 exists but is not 
Yellow CONDSTAS8 = 0 satisfied 

8 Alarm Text: 2? ? ? Yellow flashing DI2_RP_F_BLK = 1 Repeat fail block 
- DI1_AL_BLK = 1 or Alarm blocked by operator or 

DI1_AL_P_BLK = 1 Alarm blocked by PC-program 

Jump Error Red TS_POSN_F = 1 
Seq. Time Red TS_SEQAL = 1 
Step Time Red TS_STEPAL = 1 


* The mode flags are mutually exclusive (except for UncondM), and the priority order is not applicable. 


The conditions are in priority order. 
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4.19 Dialog for TREND 


4.19.1 MIN Dialog (No authority key) 


4.19.1.1 Keyboard keys 


2. Next Block 
1. Previous Level 


[>] 


ve 


auto 


Dialog 
Exit 


| | 
F Z | | Dialog 


Prev 
Ob ject 


Key 1: Previous Level 


Key 2: Next Block 


4.19.1.2 Dynamic keys, Top Level 


D1 D2 
<< Scope 


D6 D7 


Scope >> 


=| 


| 
os) 


Figure 4-117. Keyboard keys 


Select Dynamic keys: Top Level or 
Traces from Configuration if multi- or object trend 


Page between the dynamic key sets: 
Top Level, Scope and Trace levels 


D3 D4 DS 


Select Time < Ruler Ruler > 


D8 i) D10 
Set Scope... Traces... 


Figure 4-118. Dynamic keys, Top Level 


D 


pare 


: << Scope 
D2: Scope >> 
D 


Perform: Move time axis 80% backward 


Perform: Move time axis 80% forward 


o 


D4: 


D5: 


D 


(oe) 


D9: 


: Select Time 


< Ruler 


Ruler > 


: Set Scope... 


Traces... 
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Select: Dialog to select beginning of time scope 

Perform: Move the ruler one log interval (resolution) backward 
Perform: Move the ruler one log interval (resolution) forward 
Select Dynamic keys: Set Scope 


Select Dynamic keys: Trace 
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4.19.1.3 Dynamic keys, Set Scope for single trend 


D1 D2 D3 : D4 DS 
<< Scope Scope >> Select Time < Scope Scope > 


D6 D7 D8 Dg D10 


Figure 4-119. Dynamic keys, Set Scope for single trend 


D1: << Scope Perform: Move time axis 80% backward 

D2: Scope >> Perform: Move time axis 80% forward 

D3: Select Time Select: Dialog to select beginning of time scope 
D4: < Scope Perform: Move time axis 20% backward 

D5: Scope > Perform: Move time axis 20% forward 


4.19.1.4 Dynamic keys, Set Scope for multi and object trend 


D1 D2 D3 : D4 D5 
<< Scope Scope >> Select Time < Scope Scope > 


D6 th D7 4h D8 8h Dg 1d D10 2d 


Figure 4-120. Dynamic keys, Set Scope for multi trend and object trend 


D1: << Scope Perform: Move time axis 80% backward 

D2: Scope >> Perform: Move time axis 80% forward 

D3: Select Time Select: Dialog to select beginning of time scope 

D4: < Scope Perform: Move time axis 20% backward 

D5: Scope > Perform: Move time axis 20% forward 

D6: Lh Perform: Set the time interval for the presentation to 1 hour 
D7: 4h Perform: Set the time interval for the presentation to 4 hours 
D8: 8h Perform: Set the time interval for the presentation to 8 hours 
D9: 1d Perform: Set the time interval for the presentation to 1 day 
D10: 2d Perform: Set the time interval for the presentation to 2 days 


Note: The time ranges for D6 to D10 are the default values. 
These values can be changed for multi trend displays in the Display Builder. 
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4.19.1.5 Dynamic keys, Traces 


Pl #Y Max 120 p2 Hide Trace oe ot PS Next Trace 
Pe #Y MinO a Show Trace oe ad Select pa Configuration... 


Figure 4-121. Dynamic keys, Traces 


D1: Y Max Perform: Dialog to set max range for y scale 
A # indication means that the default 
value has been changed. 


D2: Hide Trace Perform: Hide selected trace 
D5: Next Trace Perform: Select next trace 
D6: Y Min Perform: Dialog to set min range for y scale 


A # indication means that the default 
value has been changed. 


D7: Show Trace Perform: Show selected trace 
D9: Select Perform: Select the object for the selected trace 
D10: Configuration... Select Dynamic keys: Configuration 


Note: If you want the default max- and min value back, enter max = min via the dialog. 


D10 Configuration is only valid for multi trend and object trend. 

For multi trend you can configure the display depending on how 
RuntimeChangeable and MindialogChangeable is set in the display builder. 
For single trend the key is dimmed. 


4.19.1.6 Dynamic keys, Configuration 


BE MV DE OUT ra SP m4 DEV ad ACT 


Dé D7 D8 D9 D10 
Delete Break 


Figure 4-122. Dynamic keys, Configuration 


D1 - D5: Perform: Choice of object attribute 
D9: Delete Perform: Delete of chosen trace 
D10: Break Perform: Break the dialog and return to the above level 


Note: D1 to D5 shows the attribute for the selected object. 
If the attribute is not logged the dynamic key is dimmed. 
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4.19.2 HSPDO1 


Presentation: 


1. Y grid 


| —— 2. X grid 


4. Trace 1-4 WA 


3. ScopeString ——— Time scope: 20 m 


Behavior: 
No Description Presentation Condition Remarks 
1 Y grid Spacing is configurable 
Grey YGridVis = true GridColor 
2 X grid Spacing is configurable 
Grey XGridVis = true GridColor 
3 Scope String User defined text 
ScopeStringVis = true ScopeString is visible 
Grey ScopeString ScopeColor and ScopeFont 
: ScopeStringVis = false ScopeString is invisible 
4 Presentation of Polygon, growing from left to 
Trace 1 - Trace 4 right. TraceThickness 
4.1 Trace 1 Green HSLogName1 = Color1 
History log name for trace 1 
4.2 Trace 2 Cyan HSLogName2 = Color2 
History log name for trace 2 
4.3 Trace 3 Magenta HSLogName3 = Color3 
History log name for trace 3 
4.4 Trace 4 Dark Blue HSLogName4 = Color4 
History log name for trace 4 


Underlined parameters are configurable. 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 

TimeScope 900, (>= 2 x Resolution) Size of the trend area in seconds 

Resolution 15, (> 0) Trace resolution (interval) in sec- 
onds 
Name of History log or access 

HSLogName1 4.1 Trace 1 'HS_ Dummy - No Trace name for Trace 1. 

HSLogName2 4.2 Trace 2 'HS_ Dummy - No Trace Trace 2. 

HSLogName3 4.3 Trace 3 'HS_ Dummy - No Trace Trace 3. 

HSLogName4 4.4 Trace 4 'HS_ Dummy - No Trace Trace 4. 

domain1 4.1 Trace 1 Domain in where to look for log 

domain2 4.2 Trace 2 192-net-nod-0 = dedicated node 

domain3 4.3 Trace 3 empty = all nodes 

domain4 4.4 Trace 4 Should be specified when more 
than one IMS exist on the control 
network 

Color1 4.1 Trace 1 K5 (Green), any color Color of the 1. Trace 

Color2 4.2 Trace 2 K9Q (Cyan), any color Color of the 2. Trace 

Color3 4.3 Trace 3 K11 (Magenta), any color Color of the 3. Trace 

Color4 4.4 Trace 4 C1 (Dark Blue), any color Color of the 4. Trace 

ScopeSiringVis 3. ScopeString true, (false) 

ScopeColor 3. ScopeString M16 (Grey), any color 

ScopeFont 3. ScopeString FC20, any font 

ScopeString 3. ScopeString ““" empty string User defined text 

BackGround 4. Presentation of Trace1 - Trace4 | K16 (Black), any color Background color of the trend 
area 

UpdateScope 0 Size of the update area in sec- 
onds 

YGridVis 1. Y grid 1, (0) Visibility of the horizontal grid lines 

yMajorTicks 5 Number of major ticks on y axis 

XGridVis 2. X grid 1, (0) Visibility of the vertical grid lines 

xMajorTicks 2 Number of minor ticks on x axis 

GridColor 2. Y grid and 3. X grid M16 (Grey), any color Color of the grid 


TraceThickness 


4. Presentation of Trace1 - Trace4 


1, (1...4) 


Thickness of the Trace1 - Trace4 
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4.19.3 HSTDO1 


Presentation: 


2 3 4 


\ 


Time scope: 20 m 


22 
0.0 
60 0.0 
0.0 A —0.0 
9 ———— 11:50:00 11:55:00 12:00:00 12:05: 12:10:00 
10 ———_ 1993-08-26 21 
11 ———» Ruler time : 1993-08-26 12:03:00 
aa 12 
23.6 % 90.0% 23.6 % 13.3% = 13 
56.9 % 23.4 % 50.9 % 16.6% =; 14 
MV MV MV MV -15 
$HSPIC7,MV-1-0 852PIC032 852PIC035 852PIC038 ~——- 16 
Main pressure Main pressure | | Main pressure Main pressure ——— 17 
Interval 15 s Interval 15s Interval 15s Interval 15s ~—— 18 
Log LOG_MANAGER TTD_31_6_1_2]/TTD_31_6 1_5 Log LOG_MANAGER 19 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White Indicates dialog is active 
selectColor 
Black 
2 X grid Spacing follows time axis 
Grey XGridVis = true GridColor 
3 Y grid Spacing is configurable 
Grey YGridVis = true GridColor 
4 TimeScope TimeScope 
4.1 Time Scope: Grey Text in front of value 
4.2 Grey TimeScope TimeScope value 
5 Ruler White RulerColor Activated by press in trend 
area 
6 Left Y axis Grey 
6.1 Y axis scale Trace 1 Green Color1 
6.2 Y axis scale Trace 2 Cyan Color2 
6.3 Y axis scale Trace 3 Magenta Color3 
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No Description Presentation Condition Remarks 
7 Right Y axis Grey 
7 Y axis scale Trace 4 Dark Blue Color4 
7.2 Y axis scale Trace 5 Orange Color5 
7.3 Y axis scale Trace 6 Yellow Coloré 
8 Y axis major ticks Grey yMajorTicks 
9 Time axis Tick spacing is calculated to 
Grey hour:minute:second give number of ticks <= 10 
XColor. 
10 Date Grey year-month-day XColor 
11 Ruler time 7 Ruler is invisible Ruler is inactive 
Ruler is active 
Ruler time : white Text in front of Date and Time 
White year-month-day Date and Time 
hour:minute:second RulerColor 
12 SelectFrame Trace 6 White The trace is active Frame round active trace 
- Trace inactive Invisible 
13 Ruler read out value Trace 6 The trace is active Value at ruler time 
: Ruler is invisible Ruler is inactive 
The trace is active Ruler is active 
EREKRKREEEEE Wipite Log entry status = BAD_DATA or Bad Ruler value or 
Log entry status = NO_DATA No Ruler value 
White VALUE Ruler value RulerColor 
White UNIT EngineeringUnit RulerColor 
14 Read out value Trace 6 The trace is active Value at most recent time in 
scope. 
- Log entry status = BAD_DATA or _ Value invisible 
Log entry status = NO_DATA 
Yellow VALUE Current Value Color6 
Yellow UNIT EngineeringUnit Color6 
15 Attribute Trace 6 Yellow AttributeName6 The log source object attribute 
Coloré 
16 Object Name Trace 6 Yellow ObjectName6 Name of log source object 
Color6 
17 Object Description Trace 6 Yellow The trace is defined Description of log source 
object Color6 
18 Storage Interval Trace 6 Grey The trace is defined 
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No Description Presentation Condition Remarks 

19 LogName Trace 6 Grey The trace is defined Name of log object. 

20 SelectArea Trace 6 Black This area is select sensitive 
and will start dialog at TRACE 
level. BackGround 

21 Present Time Indication Filled triangle, Grey Visible when the right most 
time in the scope is present 
time. 

22 Presentation of Polygon, growing from left to 

Trace 1 - Trace 6 right. Line thickness is config- 
urable. Color = Black in areas 
with data status = BAD_DATA 
or NO_DATA. BackGround 

22.1 +| Trace 1 Green ObjectNamet1, AttributeName1 Color1 

22.2 | Trace 2 Cyan ObjectName2 Invisible Color2 

22.3 | Trace 3 Magenta ObjectName3, AttributeName3 Color3 

22.4 | Trace 4 Dark Blue ObjectName4, AttributeName4 Color4 

22.5 | Trace 5 Orange ObjectName5 Invisible Color5S 

22.6 | Trace 6 Yellow ObjectName6, AttributeName6 Color6 


The conditions are in priority order. Underlined parameters are configurable. 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 
TimeScope 4. TimeScope and 10. Time axis | 3600 Size of the trend area in seconds 
Resolution 9. Time axis 15 Trace resolution (interval) in sec- 
onds 
AttributeName1 15. Attribute Trace 1-6 Source object attribute for the 
AttributeName2 traces 
AttributeName3 LS 
AttributeName4 2 VALUE, Attribute name 
AttributeName5 3. - 
AttributeName6 Bie 
5. = 
6. MV, Attribute name 
ObjectName1 16. Object Name Trace 1-6 Name of the source object for the 
ObjectName2 traces 
ObjectName3 1. Log name containing of 
. $HS objectname, attribute name 
ObjectName4 - hierarchical order - original. 
ObjectName5 Example $HSAIC4, VALUE-1-o 
ObjectName6 2. Object name and attribute 
name. Example 852PIC032 
3. User defined access name of 
History log. Example MY_LOG. 
4. TTD name. The TTD log has to 
be mapped in the IMS. A TTD 
log will be presented. 
Example TTD_31_6_1_9 
5. Access name, attribute name. 
Example Al4, VALUE 
6. Object name and attribute 
name. Since the attribute name 
doesn't correspond with the 
attribute name in the history log 
($HSAIC4, VALUE- 1-0), the 
TTD log will be presented 
instead. 
domain1 Domain in where to look for log 
domain2 192-net-nod-0 = dedicated node 
domain3 empty = all nodes 
domain4 Should be specified when more 
domain5 than one IMS exist on the control 
domain6 network 
RulerColor 5,11 and 13. Ruler Time and L16 (Grey), any color Color of the ruler Time and Date 
Value 
YGridVis 3. Y grid 1, (0) Visibility of the horizontal grid lines 
yMajorTicks 8. Y axis major ticks 5 Number of major ticks on y axis 
XGridVis 2. X grid 1, (0) Visibility of the vertical grid lines 
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GridColor 


Affects 
2. Y grid and 3. X grid 


Options (bold is default) 


M16 (Grey), any color 
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Remarks 


Color of the grid 


LineThickness1 
LineThickness2 
LineThickness3 
LineThickness4 


LineThickness5 


LineThickness6 
Color1 
Color2 
Colors 
Color4 
Color5 
Color6 


noOfDecimals1 


noOfDecimals2 


noOfDecimals3 


noOfDecimals4 


noOfDecimals5 


noOfDecimals6 


XColor 


selectColor 


BackGround 


Alignment 


UpdateScope 


22.1 Trace 1 
22.2 Trace 2 
22.3 Trace 3 
22.4 Trace 4 
22.5 Trace 5 
22.6 Trace 6 
6.1, 14-17, 22.1 
6.2, 14-17, 22.2 
6.3, 14 - 17, 22.3 
7.1, 14-17, 22.4 
7.2,14-17, 22.5 
7.3, 14-17, 22.6 


6.1 Y axis scale Trace 1 


6.2 Y axis scale Trace 2 


6.3 Y axis scale Trace 3 


7.1 Y axis scale Trace 4 


7.2 Y axis scale Trace 5 


7.3 Y axis scale Trace 6 


9. Time axis and 11. Date 


1. SelectFrame 


20. SelectArea 


2.0 

2.0 

2.0 

2.0 

2.0 

2.0 

K5 (Green), any color 

K9Q (Cyan), any color 

K11 (Magenta), any color 
C1 (Dark Blue), any color 
G3 (Orange), any color 
K3 (Yellow), any color 


3, (0..4) 


3, (0..4) 


3, (0..4) 


3, (0..4) 


3, (0..4) 


3, (0..4) 


M16 (Grey), any color 
L16 (White), any color 


K16 (Black), any color 


60 


Thickness of the 1. Trace 
Thickness of the 2. Trace 
Thickness of the 3. Trace 
Thickness of the 4. Trace 
Thickness of the 5. Trace 
Thickness of the 6. Trace 
Color of the 1. Trace 
Color of the 2. Trace 
Color of the 3. Trace 
Color of the 4. Trace 
Color of the 5. Trace 
Color of the 6. Trace 


Number of decimals in read out 
values of the 1. Trace 


Number of decimals in read out 
values of the 2. Trace 


Number of decimals in read out 
values of the 3. Trace 


Number of decimals in read out 
values of the 4. Trace 


Number of decimals in read out 
values of the 5. Trace 


Number of decimals in read out 
values of the 6. Trace 


Color of the X axis 


Color indicating presentation is 
selected 


Background color of the trend 
area 


Alignment of the X axis labels in 
seconds 


Size of the update area in 
seconds 
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Presentation: 


4. Trace 1-4 


Behavior: 


No Description 


1. Y grid 2. X grid 


3. Scope String ———~ Time scope: 20 min 


Presentation 


Condition 
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Remarks 


1 Y grid Spacing is configurable 
Grey YGridVis = true GridColor 
2 X grid Spacing is configurable 
Grey XGridVis = true GridColor 
3 Scope String User defined text 
ScopeSiringVis = true ScopeString is visible 
Grey ScopeString ScopeColor and ScopeFont 
- ScopeStringVis = false ScopeString is invisible 
4 Presentation of Polygon, growing from left to 
Trace 1 - Trace 4 right. TraceThickness 
4.1 Trace 1 Green TTDNamet = Color1 
TTD_Net_Node_Log_ Index 
4.2 Trace 2 Cyan TTIDNamee2 = Color2 
TTD_Net_Node_Log_ Index 
4.3 Trace 3 Magenta TTDName3 = Color3 
TTD_Net_Node_Log_ Index 
4.4 Trace 4 Dark Blue TTDName4 = Color4 


TTD_Net_Node_Log_ Index 


Underlined parameters are configurable. 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 
TimeScope 900, (>= 2 x Resolution) Size of the trend area in seconds 
Resolution 15, (> 0) Trace resolution (interval) in sec- 
onds 
TTDName1 4.1 Trace 1 !ITTD_Dummy - No Trace, Name of TTD object for Trace 1. 
(TTD_Net_Node_Log_Index) (TTD_Net_Node_Log_Index) 
Net must end with 0 (zero) 
TTDName2 4.2 Trace 2 !ITTD_Dummy - No Trace, Name of TTD object for Trace 2. 
(TTD_Net_Node_Log_Index) (TTD_Net_Node_Log_Index) 
Net must end with 0 (zero) 
TTDName3 4.3 Trace 3 !ITTD_Dummy - No Trace, Name of TTD object for Trace 3. 
(TTD_Net_Node_Log_Index) (TTD_Net_Node_Log_Index) 
Net must end with 0 (zero) 
TTDName4 4.4 Trace 4 !ITTD_Dummy - No Trace, Name of TTD object for Trace 4. 
(TTD_Net_Node_Log_Index) (TTD_Net_Node_Log_Index) 
Net must end with 0 (zero) 
Color1 4.1 Trace 1 K5 (Green), any color Color of the 1. Trace 
Color2 4.2 Trace 2 K9 (Cyan), any color Color of the 2. Trace 
Color3 4.3 Trace 3 K11 (Magenta), any color Color of the 3. Trace 
Color4 4.4 Trace 4 C1 (Dark Blue), any color Color of the 4. Trace 
ScopeSiringVis 3. ScopeString true, (false) 
ScopeColor 3. ScopeString M16 (Grey), any color 
ScopeFont 3. ScopeString FC20, any font 
ScopeSiring 3. ScopeString ““" empty string User defined text 
BackGround 4. Presentation of Trace1 - Trace4 | K16 (Black), any color Background color of the trend 
area 
UpdateScope 0 Size of the update area in sec- 
onds 
YGridVis 1. Y grid 1, (0) Visibility of the horizontal grid lines 
yMajorTicks 5 Number of major ticks on y axis 
XGridVis 2. X grid 1, (0) Visibility of the vertical grid lines 
xMajorTicks 2 Number of minor ticks on x axis 
GridColor 2. Y grid and 3. X grid M16 (Grey), any color Color of the grid 


TraceThickness 


. Presentation of Trace1 - Trace4 


1, (1...4) 


Thickness of the Trace? - Trace4 
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4.19.5 TRTDO1 


Presentation: 


2 3 4 


\ 


Time scope: 20 min 


11:55:00 
10 ———_ 1993-08-26 21 
11 Ruler time : 1993-08-26 12:03:00 
ua 12 
23.6 % 90.0% 23.6 % 13.3% 713 
56.9 % 88.4 % 56.9 % 16.6 % 7-14 
MV MV MV MV — 15 
852PIC037 852PIC032| |852PIC037 852PIC038 = 16 
Main pressure Main pressure | | Main pressure Main pressure 7 17 
Interval 15 s Interval 15 s Interval 15s Interval 15s —— 18 
WUD a7 TTD_31_6_1_2]|/TTD_31_6 1_7 TTD_31.6.18— 19 
~20 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White Indicates dialog is active 
selectColor 
Black 
2 X grid Spacing follows time axis 
Grey XGridVis = true GridColor 
3 Y grid Spacing is configurable 
Grey YGridVis = true GridColor 
4 TimeScope TimeScope 
4.1 Time Scope: Grey Text in front of value 
4.2 Grey TimeScope TimeScope value 
5 Ruler White RulerColor Activated by press in trend 
area 
6 Left Y axis Grey 
6.1 Y axis scale Trace 1 Green TTDNamet = Color1 
TTD_Net_Node_Log_Index 
6.2 Y axis scale Trace 2 Cyan TTDName2 = !TTD_Dummy2 Color2 
6.3 Y axis scale Trace 3 Magenta TTDName3 = Color3 
TTD_Net_Node_Log_ Index 
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No Description Presentation Condition Remarks 
7 Right Y axis Grey 
7.1 Y axis scale Trace 4 Dark Blue TTDName4 = Color4 
TTD_Net_Node_Log_Index 
7.2 Y axis scale Trace 5 Orange TTDNamed5 = !TTD_Dummy5 Color5 
7.3 Y axis scale Trace 6 Yellow TTDName6 = Color6 
TTD_Net_Node_Log_ Index 
8 Y axis major ticks Grey yMajorTicks 
9 Time axis Tick spacing is calculated to 
Grey hour:minute:second give number of ticks <= 10 
XColor 
10 Date Grey year-month-day XColor 
11 Ruler time : Ruler is invisible Ruler is inactive 
Ruler is active 
Ruler time : white Text in front of Date and Time 
White year-month-day Date and Time 
hour:minute:second RulerColor 
12 SelectFrame Trace 6 White The trace is active Frame round active trace 
- Trace inactive Invisible 
13 Ruler read out value Trace 6 TTDName6 = Value at ruler time 
TTD_Net_Node_Log_ Index 
- Ruler is invisible Ruler is inactive 
Ruler is active 
ERRKRKKEEERE Wipite Log entry status = BAD_DATAor Bad Ruler value or 
Log entry status = NO_DATA No Ruler value 
White VALUE Ruler value RulerColor 
White UNIT EngineeringUnit RulerColor 
14 Read out value Trace 6 TTDName6 = Value at most recent time in 
TTD_Net_Node_Log_ Index scope. 
- Log entry status = BAD_DATA or Value invisible 
Log entry status = NO_DATA 
Yellow VALUE Current Value Color6 
Yellow UNIT Engineering Unit Color6 
15 Attribute Trace 6 Yellow TTDName6 = The log source object attribute 
TTD_Net_Node_Log_Index Color6 
16 Object Name Trace 6 Yellow TTDName6 = Name of log source object 
TTD_Net_Node_Log_Index Color6 
17 Object Description Trace 6 Yellow TTDName6 = Description of log source 
TTD_Net_Node_Log_Index object Color6 
18 Storage Interval Trace 6 Grey TTDName6 = 


TTD_Net_Node_Log_Index 
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No Description Presentation Condition Remarks 

19 LogName Trace 6 Grey TTDName6 = Name of log object. 
TTD_Net_Node_Log_Index 

20 SelectArea Trace 6 Black This area is select sensitive 


and will start dialog at TRACE 
level. BackGround 


21 Present Time Indication Filled triangle, Grey Visible when the right most 
time in the scope is present 
time. 

22 Presentation of Polygon, growing from left to 


Trace 1 - Trace 6 


right. Line thickness is config- 
urable. Color = Black in areas 
with data status = BAD_DATA 
or NO_DATA. BackGround 


22.1 | Trace 1 Green TTDName1 = Color1 
TTD_Net_Node_Log_ Index 
22.2 | Trace 2 Cyan TTDName2 = !TTD_Dummy2 Invisible Color2 
22.3 | Trace 3 Magenta TTDName3 = Color3 
TTD_Net_Node_Log_ Index 
22.4 | Trace 4 Dark Blue TTIDName4 = Color4 
TTD_Net_Node_Log_Index 
22.5 | Trace 5 Orange TTDNamed = ![TTD_Dummy5 Invisible Color5 
22.6 | Trace 6 Yellow TTDName6 = Color6é 
TTD_Net_Node_Log_ Index 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
TimeScope 4. TimeScope and 10. Time axis | 3600 Single trend only - Size of the 
trend area in seconds 
Resolution 9. Time axis 15 Single trend only - Trace resolu- 
tion (interval) in seconds 
Single trend only - Name of TTD 
object for 
TTDName1 12-20. !ITTD_Dummy1 - No Trace, Trace 1. 
TTDName2 TTD_Net_Node_Log_Index Trace 2. 
TTDName3 Trace 3. 
TTDName4 Trace 4. 
TTDName5 Trace 5. 
TTDName6 Trace 6. 


Net must end with 0 (zero) 


RuntimeChangeable 


true, false 


Multi trend only - Configurable in 
runtime. If false then the display 
can only be configured in the dis- 
play builder. 
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Parameters Affects Options (bold is default) Remarks 
MindialogChangeable true, false Multi trend only - Changeable with 

min dialog. Define if key is needed 

to change display 

Multi trend only - Name of the 
ObjectName1 16, 22 first object in the display 
ObjectName2 second object in the display 
ObjectName3 third object in the display 
ObjectName4 fourth object in the display 
ObjectName5 fifth object in the display 
ObjectName6 sixth object in the display 

Multi trend only - Attribute name of 
AttributeName1 15 the first object in the display 
AttributeName2 the second object in the display 
AttributeName3 the third object in the display 
AttributeName4 the fourth object in the display 
AttributeName5 the fifth object in the display 
AttributeName6 the sixth object in the display 
Scope DynKey6 4. Time Scope and 10. Time axis | 3600 Multi trend only (value in seconds) 
Scope DynKey7 4. Time Scope and 10. Time axis | 14400 Multi trend only (value in seconds) 
Scope DynKey8 4. Time Scope and 10. Time axis | 28800 Multi trend only (value in seconds) 
Scope DynKey9 4. Time Scope and 10. Time axis | 86400 Multi trend only (value in seconds) 
Scope DynKey10 4. Time Scope and 10. Time axis | 172800 Multi trend only (value in seconds) 
ObjectNameFont 15. Attribute name and 16. Object FA40 Used for object name and attribute 

name name 
XAxisFont 9. Time axis and 10. Date FA40 Used for time and date axis 
YAxisFont 6. Y-axis 13. 14. Ruler read out FC20 Used for Y-axis, description, 
value 17. Object description eng.unit, etc. 

RulerColor 5., 11-13. Ruler Time and Value | L16 (Grey), any color Color of the ruler Time and Date 
YGridVis 3. Y grid 1, (0) Visibility of the horizontal grid lines 
yMajorTicks 8. Y axis major ticks 5 Number of major ticks on y axis 
XGridVis 2. X grid 1, (0) Visibility of the vertical grid lines 
GridColor 2. Y grid and 3. X grid M16 (Grey), any color Color of the grid 
LineThickness1 22.1 Trace 1 2.0 Thickness of the 1. Trace 
LineThickness2 22.2 Trace 2 2.0 Thickness of the 2. Trace 
LineThickness3 22.3 Trace 3 2.0 Thickness of the 3. Trace 
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Parameters 
LineThickness4 
LineThickness5 
LineThickness6 
Color1 

Color2 

Color3 

Color4 

Color5 

Color6 


noOfDecimals1 


noOfDecimals2 


noOfDecimals3 


noOfDecimals4 


noOfDecimals5 


noOfDecimals6 


XColor 


selectColor 


BackGround 


Alignment 


Affects 

22.4 Trace 4 
22.5 Trace 5 
22.6 Trace 6 
6.1, 14-17, 22.1 
6.2, 14-17, 22.2 
6.3, 14 - 17, 22.3 
7.1, 14-17, 22.4 
7.2, 14-17, 22.5 
7.3, 14-17, 22.6 


6.1 Y axis scale Trace 1 


6.2 Y axis scale Trace 2 


6.3 Y axis scale Trace 3 


7.1 Y axis scale Trace 4 


7.2 Y axis scale Trace 5 


7.3 Y axis scale Trace 6 


9. Time axis and 10. Date 


1. SelectFrame 


20. SelectArea 


Options (bold is default) 


2.0 

2.0 

2.0 

K5 (Green), any color 

K9Q (Cyan), any color 

K11 (Magenta), any color 
K8 (Blue), any color 

K13 (Cream), any color 
K3 (Yellow), any color 


3, (0..4) 


3, (0..4) 


3, (0..4) 


3, (0..4) 


3, (0..4) 


3, (0..4) 


M16 (Grey), any color 
L16 (White), any color 


K16 (Black), any color 


60 
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Remarks 

Thickness of the 4. Trace 
Thickness of the 5. Trace 
Thickness of the 6. Trace 
Color of the 1. Trace 
Color of the 2. Trace 
Color of the 3. Trace 
Color of the 4. Trace 
Color of the 5. Trace 
Color of the 6. Trace 


Number of decimals in read out 
values of the 1. Trace 


Number of decimals in read out 
values of the 2. Trace 


Number of decimals in read out 
values of the 3. Trace 


Number of decimals in read out 
values of the 4. Trace 


Number of decimals in read out 
values of the 5. Trace 


Number of decimals in read out 
values of the 6. Trace 


Color of the Time axis 


Color indicating presentation is 
selected 


Background color of the trend 
area 


Alignment of the X axis labels in 
seconds 
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4.20 Process Dialog for Text Handling TEXT 


4.20.1 MIN Dialog (No authority key) 


4.20.1.1 Keyboard keys 


| Dialog a 
Man auto E1 | £2 | |/siaws | gee. |) 9 
> + 
Object 
Ju ee) 
© |v 
Lx} = [QID) | 


Key 1: On 


Key 2: Off 
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2. Off 1.On 
Figure 4-123. Keyboard keys 


Perform: Set Boolean to one BOOLEAN = 1 
if MAN = 1 and ORD_BLK =0 


Perform: Set Boolean to zero BOOLEAN = 0 
if MAN = 1 and ORD_BLK=0 
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4.20.1.2 Dynamic keys, Top Level 
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D1 


D6 


D1: On 


D6: Off 


D7: Integer 


D8: Real 


D9: Text 


D2 


D7 


Integer 


D3 D4 DS 


D8 D9 D10 
Real Text 


Figure 4-124. Dynamic keys 


Perform: Set Boolean to one BOOLEAN = 1 


if MAN = 1 and ORD_BLK =0 
if AUTO = | then key is dimmed 
Pressed: green text 
Released: white text 


Perform: Set Boolean to zero 
if MAN = | and ORD_BLK =0 
if AUTO = | then key is dimmed 
Pressed: green text 
Released: white text 


BOOLEAN = 0 


Perform: Change integer value INT_LONG 


if MAN = 1 and ORD_BLK =0 
if AUTO = | then key is dimmed 


Perform: Change real value REAL 
if MAN = 1 and ORD_BLK =0 
if AUTO = | then key is dimmed 


Perform: Change text string TEXT 
if MAN = 1 and ORD_BLK =0 
if AUTO = | then key is dimmed 
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4.20.2 MAX Dialog (Authority key) 


4.20.2.1 Keyboard keys 


ele 


Y 
I I i 
‘ Pi Diol 
Au to E1 E2 | Diglog Object BSI 


EY 


Object Ln) 
Q/o} © |v 


4. Off 3.On 


Figure 4-125. Keyboard keys 


Key 1: Man Perform: Set to manual mode MAN = 1 
Key 2: Auto Perform: Set to automatic mode MAN =0 


Key 3: On Perform: Set value to one BOOLEAN = 1 
if MAN = 1 and ORD_BLK = 0 


Key 4: Off Perform: Set value to zero BOOLEAN = 0 
if MAN = | and ORD_BLK = 0 
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4.20.2.2 Dynamic keys, Top Level 
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D1 


D6 


D1: 


D2: 


D3 


D6: 


D7 


D8 


D9 


On 


Man 


: Auto 


Off 


: Integer 


: Real 


: Text 


D2 


D7 


Integer 


D3 D4 D5 
Auto 


D8 D9 D10 
Real Text 


Figure 4-126. Dynamic keys 


Perform: Set Boolean to one 
if MAN = | and ORD_BLK =0 
if AUTO = | then key is dimmed 
Pressed: green text 
Released: white text 


Perform: Set to manual mode MAN =1 
Pressed: green text 
Released: white text 


Perform: Set to automatic mode MAN =0 
Pressed: green text 
Released: white text 


Perform: Set Boolean to zero 
if MAN = | and ORD_BLK =0 
if AUTO = 1 then key is dimmed 
Pressed: green text 
Released: white text 


BOOLEAN = 1 


BOOLEAN = 0 


Perform: Change integer value INT_LONG 


if MAN = 1 and ORD_BLK =0 
if AUTO = | then key is dimmed 


Perform: Change real value REAL 
if MAN = | and ORD_BLK = 0 
if AUTO = | then key is dimmed 


Perform: Change text string TEXT 
if MAN = 1 and ORD_BLK = 0 
if AUTO = 1 then key is dimmed 
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4.20.3 TXTPDO1 
Presentation: 


1. Frame 2. Value 


a 


ae 


Definition Point 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Black : FrameColor 
2 Value TEXT The object value 
- BLANKT = 1 Invisible 
Red flashing COLOR2 = 1 Color2 
Red COLOR1 = 1 Color1 
Green : NormalColor 


The conditions are in priority order. Underlined parameters are configurable. 


Configuration: 


Parameters Affects Options (bold is default) Remarks 

NormalColor 2. Value K5 (Green), any color 

SelectAreaColor 1. SelectFrame K16 (Black), any color Background color and deletion 
color 

Alignment 2. Value 1=Left, 2=Center or 3=Right Alignment of text in field 

NumberOfChar 2. Value 72, (1..72) Number of total character that the 
field could contain. 

Font 2. Value FA40, any font 

Color1 2. Value K1 (Red), any color 

Color2 2. Value N1 (Red Flashing), any color 

FrameColor 1. SelectFrame K16 (Black), any color mostly = SelectareaColor 

FrameWidth 1. SelectFrame 2, (1..4) 
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4.20.4 TXTPDO2 


Presentation: 


1. Frame 2. Value 


= ee oe 


mS 


Definition Point 


Behavior: 

No Description Presentation Condition Remarks 

1 SelectFrame White SELECTED = 1 Selected 

Black : FrameColor 

2 Values The object values 
REAL DataToShow = REAL 
INT_LONG DataToShow= IL 
BOOLEAN DataToShow = TB 


No Datatype Green : 


- BLANkKx = 1 Invisible, x = IL,R, or T* 
Red flashing COLORZ2 = 1 Color2 

Red COLOR1 = 1 Color1 

Green 2 NormalColor 


The conditions are in priority order. Underlined parameters are configurable. 
* invisible is only possible for INT _LONG, REAL and BOOLEAN. 


Configuration: 

Parameters Affects Options (bold is default) Remarks 

DataToShow 2. Value REAL, IL or TB 

NormalColor 2. Value K5 (Green), any color 

SelectAreaColor 1. SelectFrame K16 (Black), any color Background color and deletion 
color 

Font 2. Value FA40, any font 

Color1 2. Value K1 (Red), any color 

Color2 2. Value N1 (Red Flashing), any color 

FrameColor 1. SelectFrame K16 (Black), any color mostly = SelectareaColor 

FrameWidth 1. SelectFrame 2, (1..4) 

NumberOfChar 2. Value 7 Including . and - 
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4.20.5 TXTWIO1 


Presentation: 


2. Header 


3. Mode 
SUGGESTED ERRORS IN THE 
DISPLAY ELEMENT CODE? 
TELEFAX: 46 21 181526 

123456 R 123.44 
Boolean 1 


4. Value Text 


5. Value Integer Long + |L 


6. Value Boolean 


Definition point 


=—— 1, Frame 


7. Value Real 


Behavior: 

No Description Presentation Condition Remarks 

1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black : 

2 Header Green NAME The object name 

3 Mode The object mode 
M Green MAN = 1 Manual mode 
A Green Auto mode 

4 Value Text TEXT The object Text value 
- BLANKT = 1 Invisible 
Red flashing COLORZ2 = 1 
Red COLOR] = 1 
Green 2 

5 Value Integer Long INT_LONG The object IL value 
- BLANKIL = 1 Invisible 
Red flashing COLORZ2 = 1 
Red COLOR] = 1 
Green - 
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No Description Presentation Condition Remarks 
6 Value Boolean BOOLEAN The object Boolean value 
- BLANKB = 1 Invisible 
1 BOOLEAN =1 
0 Ee 
Red flashing COLOR2 = 1 
Red COLOR!1 = 1 
Green - 
7 Value real REAL The object Real value 
- BLANKR = 1 Invisible 
Red flashing COLOR2 = 1 
Red COLOR!1 = 1 
Green ; 
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4.21 Process Dialog for Valve Control VALVECON 


4.21.1 MIN Dialog (No authority key) 


4.21.1.1 Keyboard keys 


4. 


Previous Level 


bal 


Pre 
Ob ject 


Dialog 
Exit 


3. Object Display 


2. Object Trend 


| | 1. Acknowledge 


Ry 


Key 1: Acknowledge 


Key 2: Object Trend 
Key 3: Object Display 
Key 4: Previous Level 
Key 5: Man 
Key 6: Auto 
Key 7: Open 


Key 8: Close 
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8. a 7. lease 


Figure 4-127. Keyboard keys 


Perform: Acknowledge 

Select: Object Trend 

Select: Object Display 

Select Dynamic keys: Top Level 
Perform: Set to manual mode 
Perform: Set to automatic mode 
Perform: Open valve 


Perform: Close valve 


AL_UNACK = 0 


MORD_05 = | 
MORD_04 = 1 
MORD_08 = 1 
MORD_09 = 1 
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4.21.1.2 Dynamic keys, Top Level 


Sequence 


D6 


D1: Sequence 


D2: Central 


D3: Local 


D10:Keyboard... 


D7 


Central 


4.21.1.3 Dynamic keys, Keyboard 


pt | Open 
Pe [_] Close 


D1: Open 
D2: Man 
D3: Auto 
D6: Close 
D 


XI 


: Acknowledge 
D8: Object Display 


D9: Object Trend 
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D2 


D7 


Man 


Acknowledge 


D3 D4 
Local 


D8 Dg 


Figure 4-128. Dynamic keys 


Perform: Set control to Sequence 
Pressed: green text 
Released: white text 


Perform: Set control to Central 
Pressed: green text 
Released: white text 


Perform: Set control to Local 
Pressed: green text 
Released: white text 


Select Dynamic keys: Keyboard 


D3 D4 
Auto 


P8 Object Display a 


Figure 4-129. Dynamic keys 


Perform: Open valve 

Perform: Set to manual mode 
Perform: Set to automatic mode 
Perform: Close valve 

Perform: Acknowledge 

Select: Object Display 

Select: Object Trend 


Trend Object 


DS 


Ze Keyboard... 


MORD_10= 1 


MORD_03 = 1 


MORD_00 = 1 


DS 


D10 


MORD_08 = 1 
MORD_05 = 1 
MORD_04 = 1 
MORD_09 = 1 
AL_UNACK = 0 
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4.21.2 MAX Dialog (Authority key) 


4.21.2.1 Keyboard keys 


Key 1: 
Key 2: 
Key 3: 
Key 4: 


Key 5: 


Key 6: 
Key 7: 
Key 8: 


Key 9: 
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5. Next Block 
dy 4. Previous Level 


Y 
auto 


Dialog 
Exit 


3. Object Display 


Prev 
Object 


2. Object Trend 


| & wl | | 1. Acknowledge 


Acknowledge 
Object Trend 
Object Display 
Previous Level 


Next Block 


Man 
Auto 
Open 


Close 


9. Close 8. Open 


| 
[B1o}] LO |v 


Figure 4-130. Keyboard keys 


Perform: Acknowledge AL_UNACK = 0 


Select: Object Trend 


Select: Object Display 


Select Dynamic keys: Top Level 


Page between the dynamic key sets: 


Block and Keyboard 

Perform: Set to manual mode MORD_05= 1 
Perform: Set to automatic mode MORD_04= 1 
Perform: Open valve MORD_08 = 1 
Perform: Close valve MORD_09= 1 
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4.21.2.2 Dynamic keys, Top Level 


Sequence 


D6 


D1: Sequence 


D2: Central 


D3: Local 


D4: Test 


D5: Out of Service 


D8: Block... 


D10:Keyboard... 


D7 


Central 


4.21.2.3 Dynamic keys, Keyboard 
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mt | Open 
pe [_] Close 


D1: Open 

D2: Man 

D3: Auto 

D6: Close 

D7: Acknowledge 
D8: Object Display 


D9: Object Trend 


D2 


D7 


Man 


Acknowledge 


D3 D4 
Local Test 


D8 D9 
Block... 


Figure 4-131. Dynamic keys 


Perform: Set control to Sequence 
Pressed: green text 
Released: white text 


Perform: Set control to Central 
Pressed: green text 
Released: white text 


Perform: Set control to Local 
Pressed: green text 
Released: white text 


Perform: Set control to Test 
Pressed: green text 
Released: white text 


Perform: Set control to Out of Service 
Pressed: green text 
Released: white text 


Select Dynamic keys: Block 
Select Dynamic keys: Keyboard 


D3 D4 
Auto 


Object Display Trend Object 


Figure 4-132. Dynamic keys 


Perform: Open valve 

Perform: Set to manual mode 
Perform: Set to automatic mode 
Perform: Close valve 

Perform: Acknowledge 

Select: Object Display 

Select: Object Trend 


Re Out of Service 


aie Keyboard... 


MORD_10= 1 


MORD_03 = 1 


MORD_00 = 1 


MORD_01I= 1 


MORD_02 = 1 


D5 


D10 


MORD_08 = 1 
MORD_05 = 1 
MORD_04 = 1 
MORD_09 = 1 
AL_UNACK = 0 
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D1 D2 


D6 D7 


D2: Block Alarm 


D3: Block Printout 


D5: Override Interlock 


D7: Deblock Alarm 


D8: Deblock Printout 


D10: Normal Interlock 


D3 Block D4 
Printout 

D8 Deblock Dg 
Printout 


Figure 4-133. Dynamic keys 
Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: yellow text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 


Pressed: green text 
Released: white text 
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D5 Override 
Interlock 


D10 Normal 
Interlock 


AL_BLK = 1 
PR_BLK = 1 
MORD_06 = 1 
AL_BLK =0 
PR_BLK = 0 


MORD_07 = 1 
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4.21.3 VALGRO1 


Presentation: 


VALVECON1 —=— 1. Frame 


Object Description 
A C BX P Bx F 3. Status Line 


PEO 4. Error 1 
Fault 1 5. Error 2 


6. Open status DX OPEN 


ee | CLOSED 


Interlock 


8. Act. Pres. Text INTERLOCK C 
ee 


Definition point 


Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green - Normal 
3 Status Line Status Line 
3.1 Mode M Green IND2_05 = 0 and Manual mode 
IND2_02 = 0 and ManModeColor 
IND2_03 = 0 
A Green IND2_05 = 1 and Auto mode 
IND2_02 = 0 and 
IND2_03 = 0 
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No Description Presentation Condition Remarks 
3.2 _| Point Of Control O Yellow IND2_03 = 1 Out of Service 
T Yellow IND2_02 = 1 Test 
L Green IND2_01 = 1 Local 
S Green IND2_04 = 1 Sequence 
C Green IND2_01=0and Central 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04 =0 
3.3 Interlock Indication X Green IND2_08 = 1 or Safety interlock or 
IND2_09 = 1 or Operator interlock 
IND2_11=1 or 
(IND2_13=1andIND1_12=0) or 
(IND2_00 = 0 and 
(IND2_10 = 1 or 
(IND2_12 = 1 and IND1_12 =0))) 
BX Red IND2_15=1 Override Interlocks. 
Interlock IB1 or IB3 active 
BX Yellow IND2_00 = 1 Override Interlock 
3.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
3.6 Fault Indication F Red IND1_08 = 1 Collective fault indication 
4 Error 1 PEO Red flashing AU_IND1_02 = 1 Unack Position Error Open 
PEC Red flashing AU_IND1_03 = 1 Unack Position Error Close 
PEO Red IND1_02 = 1 Position Error Open 
PEC Red IND1_03 = 1 Position Error Close 
5 Error 2 Fault 1 Red flashing AU_IND1_00 = 1 Unacknowledged Fault 1 
Fault 2 Red flashing AU_IND1_01 = 1 Unacknowledged Fault 2 
Fault 1 Red IND1_00 = 1 Fault 1 
Fault 2 Red IND1_01 =1 Fault 2 
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No Description Presentation Condition Remarks 
6.1 Valve Open Status 
X| IND2_07 =0 Not ready for start 
Green 
[O IND1_12=1 and Open 
Green flashing IND1_15 = 1 No limit position open 
[Cl] IND1_07 = 1 Limit position open 
Green 
LI IND1_07 =0 and No limit position open 
Green IND1_15=0 
A IND2_07 = 1 and A-Interlock 
Green IND2_14=1 
Grey IND2_03 = 1 Out of service 
6.2 Valve Open Text Green PRES_A User defined text 
7A Valve Close Status 
x IND2_07 =0 Not ready for start 
Green 
[GI IND1_13 =1 and Close 
Green flashing IND1_15 = 1 No limit position close 
IND1_11=1 Limit position close 
Green 
LI IND1_11=0and No limit position close 
Green IND1_15=0 
|| IND2_07 = 1 and A-Interlock 
Green IND2_14=1 
Grey IND2_03 = 1 Out of service 
7.2 Valve Close Text Green PRES _ B User defined text 
8.1 | Interlock Text Interlock Grey Interlock text 
8.2 Act Pres Text ACT_PRES_TEXT Actual interlock text 
Red IND2_07 =0 Not ready for start 
Yellow IND2_07 = 1 Ready for start 
The conditions are in priority order. Underlined parameters are configurable. 
Configuration: 
Parameters Affects Options (bold is default) Remarks 
NameFont 2. Header Name FC50, any font 
ManModeColor 3.1 Mode K5 (Green), any color 
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4.21.4 VALOBO1 


Presentation: 


2 


oe 


1—-| VALVECON1 Object Description ALARMS 
PBx Fault 1 =| 6 
PBx Fault 2 = 7 
PBx [|] PEO -_—__1 8 
PBx PEC ——_ 9 
3 —;—> OPEN OPEN 
INTERLOCKS 
5 _ Safety 
C-Interlock 1 1C1+=10 
C-Interlock 2 Ic2—=11 
B-Interlocks 
BX B2 - TEXT IB2 +12 
4 —-» CLOSED CLOSED BX B4 - TEXT 1B4 +13 
4 rr ee Me ee B-Operator Controlled 
t-6 t-5 t-4 t-3 t-2 t-1 t BX Bi - TEXT 1B1+=-14 
BX B3 - TEXT 1B3 =-15 
A-Interlock 
BX A - TEXT 1A «16 
s STATUS 
28 —~ Man Pe equence Implemented + 17 
27 1+ © Auto t= 1 Central OPEN —~* Repeat Fail Blk + 18 
t= [] Local 
LC] Test CLOSED + 
t= [] Out of Service 
Blocking Interlock: 
26 —+- INTERLOCK C 
21-25 19-20 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Object select frame 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green - Normal 
3 Range Max Green User defined text for open 
position 
4 Range Min Green User defined text for close 
position 
5 Trim Curve Green Curve shows the valve posi- 
tion 
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No Description Presentation Condition Remarks 
6 ALARMS Alarms 
6.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
6.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
6.3 Warning Indication i Red flashing AU_IND1_00 = 1 Unacknowledged alarm 
wm Red IND1_00 = 1 Alarm 
6.4 Alarm 1 Text Fault 1 TXT_BLK_00 = 0 User defined Fault 1 
Red IND1_00 = 1 or AU_IND1_00 = 1 
Grey - 
7.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
7.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
7.3 Warning Indication gi Red flashing AU_IND1_01 =1 Unacknowledged alarm 
m Red IND1_01 = 1 Alarm 
7.4 Alarm 2 Text Fault 2 TXT_BLK_01 =0 User defined Fault 2 
Red IND1_01 = 1 or AU_IND1_01 =1 
Grey - 
8.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
8.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
8.3 Warning Indication i Red flashing AU_IND1_02 = 1 Unacknowledged alarm 
wm Red IND1_02 = 1 Alarm 
8.4 Alarm 3 Text PEO TXT_BLK_02=0 PEO Position Error Open 
Red IND1_02 = 1 or AU_IND1_02 = 1 
Grey - 
9.1 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
9.2 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
9.3 Warning Indication i Red flashing AU_IND1_03 = 1 Unacknowledged alarm 
wm Red IND1_03 = 1 Alarm 
9.4 Alarm 4 Text PEC TXT_BLK_03 =0 PEC Position Error closed 
Red IND1_03 = 1 or AU_IND1_03 = 1 
Grey - 
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No Description Presentation Condition Remarks 
10 INTERLOCKS Interlocks 
10.1 IC1 Active B Yellow IND2_08 = 1 Safety Interlock IC 1 active 
10.2 |IC1 Text C-Interlock 1 Grey Safety Interlock IC1 
11.1 IC2 Active Yellow IND2_09 = 1 Safety Interlock IC2 active 
11.2 |IC2 Text C-Interlock 2 Grey Safety Interlock IC2 
12.1  |IB2 Blocked BX Yellow IND2_02 = 1 Test mode. Interlock blocked 
12.2 |IB2 Active Yellow IND2_11 = 1 Interlock IB2 active 
12.3 |IB2 Text Green IB2_TXT Interlock text IB2 
13.1 | 1B4 Block Indication BX Yellow IND2_02 = 1 Test mode. Interlock blocked 
13.2 |1IB4 Active gi Yellow IND2_13 = 1 Interlock IB4 active 
13.3 | IB4 Text Green IB4_ TXT Interlock IB4 text 
14.1 |1B1 Blocked BX Red IND2_15 =1 and Override Interlock and Inter- 
(IND2_00 = 1 or IND2_02 = 1) lock IB1 active 

BX Yellow IND2_00 = 1 or IND2_02 = 1 Test mode. Interlock blocked 
14.2 |IB1 Active wi Yellow IND2_10 = 1 Interlock IB1 active 
14.3 |1IB1 Text Green IB1_TXT Interlock IB1 text 
15.1 |IB3 Blocked BX Red IND2_15 =1 and Override Interlock and Inter- 

(IND2_00 = 1 or IND2_02 = 1) lock IB3 active 

BX Yellow IND2_00 = 1 or IND2_02 = 1 Test mode. Interlock blocked 
15.2 |IB3 Active Yellow IND2_12=1 Interlock IB3 active 
15.3 |IB3 Text Green IB3_TXT Interlock IB3 
16.1. | IA Blocked BX Yellow IND2_02 = 1 Test mode. Interlock blocked 
16.2 |IA Active mw Yellow IND2_14 =1 Interlock IA active 
16.3 |IA Text Green IA_TXT Interlock IA text 
17 STATUS Status 
17.1 | Implemented Indication mm Green ACT = 1 
17.2 | Implemented Text Implemented Grey Implemented 
18.1 Repeat Fail Blocked Indication mw Yellow REPEAT_BLK = 1 The motor can be controlled 
18.2 | Repeat Fail Blocked Text Repeat Fail Blk Repeat Fail Blocked 

Yellow REPEAT_BLK = 1 

Grey - 
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No Description Presentation Condition Remarks 
19.1 | Valve Open Status 
[| IND2_07 =0 Not ready for start 
Green 
[GI IND1_12 = 1 and Open 
Green flashing IND1_15 = 1 No limit position open 
[Cl] IND1_07 = 1 Limit position open 
Green 
LI IND1_07 = 0 and No limit position open 
Green IND1_15=0 
|| IND2_07 = 1 and A-Interlock 
Green IND2_14=1 
Grey IND2_03 = 1 Out of service 
19.2 | Valve Open Text Green PRES_A User defined text 
20.1 ‘| Valve Close Status 
x IND2_07 =0 Not ready for start 
Green 
[GI IND1_13 = 1 and Close 
Green flashing IND1_15 = 1 No limit position close 
IND1_11=1 Limit position close 
Green 
LI IND1_11 =0 and No limit position close 
Green IND1_15=0 
|| IND2_07 = 1 and A-Interlock 
Green IND2_14=1 
Grey IND2_03 = 1 Out of service 
20.2 | Valve Close Text Green PRES B User defined text 
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No Description Presentation Condition Remarks 
21.1. | Sequence Indication mm Green IND2_04 = 1 Sequence Controlled 
from groupstart 
21.2 | Sequence Text Sequence 
Green IND2_04 = 1 
Grey - 
22.1 | Central Indication mm Green IND2_01 = 0 and Central Controlled 
IND2_02 = 0 and from operator’s place 
IND2_03 = 0 and 
IND2_04=0 
22.2 | Central Text Central 
Green IND2_01 = 0 and 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04=0 
Grey - 
23.1 Local Indication mm Green IND2_01 = 1 Local 
Controlled from local panel 
23.2 | Local Text Local 
Green IND2_01 = 1 
Grey - 
24.1 Test Indication gi Yellow IND2_02 = 1 Test 
Jog running from motor place 
24.2 | Test Text Test 
Yellow IND2_02 = 1 
Grey - 
25.1. | Out of Service Indication i Yellow IND2_03 = 1 Out of service 
No control possible 
25.2 | Out of Service Text Out of Service 
Yellow IND2_03 = 1 
Grey - 
26.1 | Blocking Interlock Text Blocking Interlock: Blocking Interlock text 
Grey 
26.2 | Actual Interlock Text ACT_PRES_TEXT Actual interlock text 
Red IND2_07 =0 Not ready for start 
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No _ | Description Presentation Condition Remarks 
Yellow IND2_07 = 1 Ready for start 
27.1 | Auto Indication Bw Green IND2_05 = 1 and Auto mode. Process condi- 
IND2_02 = 0 and tions control start/stop of 
IND2_03 = 0 motor 
27.2 | Auto Text Auto 
Green IND2_05 = 1 and 
IND2_02 = 0 and 
IND2_03 = 0 
Grey - 
28.1 Man Indication Hm Green IND2_05 = 0 and Manual mode. Startorder 
IND2_02 = 0 and affects the motor directly 
IND2_03 = 0 
28.2 | Man Text Man Grey 
Green IND2_05 = 0 and 
IND2_02 = 0 and 
IND2_03 = 0 
Grey - 


4-480 


3BSE 001 962R0201 


AdvaCommand User Interface 
Section 4.21.5 VALPDO1 
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Presentation: 


3. Actuator 
2. Mode 4. Interlock 
MM X-— 
1. Frame . —-—__— 5. Status 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Yellow IND2_00 = 1 Interlock override by operator 
Dotted Yellow AL_BLK = 1 Alarm blocked by operator 
Black - 
2 Mode or ModelndVisible = true 
Control point * Yellow IND2_02 = 1 and IND2_03 =0 Test 
A Green IND2_05 = 1 and Auto mode 
IND2_02 = 0 and AutoModeGolor 
IND2_03 = 0 
M Green ManModeVisible = true and Manual mode 
IND2_05 = 0 and ManModeColor 
IND2_02 = 0 and 
IND2_03 = 0 
ManModeVisible = false 
S Green IND2_04=1 Sequence Control 
SequenceColor 
L Green IND2_01 = 1 and IND2_04 = 0 Local Contro! LocalColor 
C Green IND2_01 = 0 and IND2_04 =0 Central Control! CentralColor 
- ModelIndVisible = false Mode is invisible 
3 Actuator Indication ActuatorIndVis = true 
Grey IND2_03 = 1 Out Of Service 
Red flashing IND1_09 = 1 Alarm Unack 
Red IND1_08 = 1 Collective fault 
Green - ActuatorColor 
- ActuatorIndVis = false Actuator is invisible 
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No Description Presentation Condition Remarks 
4 Interlock Indication InterlockIndVis = true 
- IND2_03 = 1 Out Of Service - No indication 
XA Yellow IND2_14=1 IA1 
- IND2_07 = 1 Ready for start 
X Yellow IND2_08 = 1 or IC1 or 
IND2_09 = 1 or IC2 or 
IND2_11=1 or IB2 or 
(IND2_13 = 1 and IND1_11=0)or (/B4 & OPN=0) or 
(IND2_00 = 0 and (BikIntl=0 & 
(IND2_10 = 1 or (IB1 or 
(IND2_12=1 andIND1_11=0))) (/B3 & OPN=0))) 
- InterlockIndVis = false Interlock is invisible 
5 Valve Status ClosedGolor 
| a | IND1_15=0 and No intermediate position 
IND1_11 =1 No limit position for open 
Black 
IntermediateColor 
p=</ IND1_15=1 and Intermediate position 
IND1_12=0 Not open 
Green flashing 
IntermediateColor 
p< IND1_15=1 and Intermediate position 
IND1_12 = 1 Open 
Green flashing 
OpenColor 
[| IND1_15 =0 and No intermediate position 
IND1_07 = 1 Limit position for open 
Green 
Grey IND2_03 = 1 Out Of Service 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green : 
The conditions are in priority order. Underlined parameters are configurable. 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 

ModelndVisible 2. Mode true, false true= indication 
AutoModeColor 2. Mode K5 (Green), any color 

ManModeColor 2. Mode K5 (Green), any color 

ManModeVisible 2. Mode true, false True = Man, False = S, Lor C 


SequenceColor 
CentralColor 


LocalColor 


2 Point Of Control 
2 Point Of Control 
2 Point Of Control 


K5 (Green), any color 
K5 (Green), any color 


K5 (Green), any color 


ActuatorIndVis 3. Actuator Indication false, true false= No indication 


ActuatorColor 3. Actuator Indication K5 (Green), any color 
InterlockIndVis 4. Interlocks Indication false, true false= No indication 
InterlockColor 4. Interlocks Indication K3 (Yellow), any color 
FrameWidth 1. SelectFrame 2, (1..4) 
ClosedColor 5. Valve Status K16 (Black), any color 
OpenColor 5. Valve Status K5 (Green), any color 
IntermediateColor 5. Valve Status N5 (Green Flashing), any color 
Light3DColor 5. Valve Status L5 (Light Green), any color 
Dark3DColor 5. Valve Status M5 (Dark Green), any color 
Font 2. Mode and FA40, any font 
4. Interlocks Indication 
UseDisplayColor 2. Mode false, true true if DisplayColor used 
DisplayColor 2. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 


true 
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4.21.6 VALPD02 


Presentation: 
1. Frame 


oS 


2. Mode 


Nut BR 


XxX—— 4. Interlock 


3. Actuator 5. Status 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Yellow IND2_00 = 1 Interlock override by operator 
Dotted Yellow AL_BLK = 1 Alarm blocked by operator 
Black 
2 Mode or ModelndVisible = true 
Control point * Yellow IND2_02 = 1 and IND2_03 =0 Test 
A Green IND2_05 = 1 and Auto mode 
IND2_02 = 0 and AutoModeColor 
IND2_03 = 0 
M Green ManModeVisible = true and Manual mode 
IND2_05 = 0 and ManModeColor 
IND2_02 = 0 and 
IND2_03 = 0 
ManModeVisible = false 
S Green IND2_04 = 1 Sequence Control 
SequenceColor 
L Green IND2_01 = 1 and IND2_04 =0 Local Contro! LocalColor 
C Green IND2_01 = 0 and IND2_04 =0 Central Control! CentralColor 
ModelndVisible = false Mode is invisible 
3 Actuator Indication ActuatorIndVis = true 
Grey IND2_03 = 1 Out Of Service 
Red flashing IND1_09 = 1 Alarm Unack 
Red IND1_08 = 1 Collective fault 
Green ActuatorColor 
- ActuatorIndVis = false Actuator is invisible 
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No Description Presentation Condition Remarks 
4 Interlock Indication InterlockIndVis = true 
- IND2_03 = 1 Out Of Service - No indication 
XA Yellow IND2_14=1 IA1 
- IND2_07 = 1 Ready for start 
X Yellow IND2_08 = 1 or IC1 or 
IND2_09 = 1 or IC2 or 
IND2_11=1 or IB2 or 
(IND2_13 = 1 and IND1_11=0)or (/B4 & OPN=0) or 
(IND2_00 = 0 and (BikIntl=0 & 
(IND2_10 = 1 or (IB1 or 
(IND2_12=1 andIND1_11=0))) (/B3 & OPN=0))) 
- InterlockIndVis = false Interlock is invisible 
5 Valve Status - ClosedGolor 
IND1_15 =0 and No intermediate position 
IND1_11 =1 No limit position for open 
Black 
IntermediateColor 
IND1_15 = 1 and Intermediate position 
IND1_12=0 Not open 
Green flashing 
IntermediateColor 
IND1_15 = 1 and Intermediate position 
J IND1_12 = 1 Open 
Green flashing 
OpenColor 
IND1_15 =0 and No intermediate position 
IND1_07 = 1 Limit position for open 
Green 
Grey IND2_03 = 1 Out Of Service 
Red flashing AU_IND = 1 Unacknowledged Alarm 
Red IND1_DIST = 1 Alarm 
Green : 
The conditions are in priority order. Underlined parameters are configurable. 
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Configuration: 


Parameters Affects Options (bold is default) Remarks 

ModelndVisible 2. Mode true, false true= indication 
AutoModeColor 2. Mode K5 (Green), any color 

ManModeColor 2. Mode K5 (Green), any color 

ManModeVisible 2. Mode true, false True = Man, False = S, LorC 


SequenceColor 
CentralColor 


LocalColor 


2 Point Of Control 
2 Point Of Control 
2 Point Of Control 


K5 (Green), any color 
K5 (Green), any color 


K5 (Green), any color 


ActuatorIndVis 3. Actuator Indication false, true false= No indication 


ActuatorColor 3. Actuator Indication K5 (Green), any color 
InterlockIndVis 4. Interlocks Indication false, true false= No indication 
InterlockColor 4. Interlocks Indication K3 (Yellow), any color 
FrameWidth 1. SelectFrame 2, (1..4) 
ClosedColor 5. Valve Status K16 (Black), any color 
OpenColor 5. Valve Status K5 (Green), any color 
IntermediateColor 5. Valve Status N5 (Green Flashing), any color 
Light3DColor 5. Valve Status L5 (Light Green), any color 
Dark3DColor 5. Valve Status M5 (Dark Green), any color 
Font 2. Mode and FA40, any font 
4. Interlocks Indication 
UseDisplayColor 2. Mode false, true true if DisplayColor used 
DisplayColor 2. Mode N13 (Black), any color Bg for Mode if UseDisplayColor is 


true 
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4.21.7 VALSGO1 


Presentation: 


1 2 3 4 5 6 7 8 
VALVECONT1 Object Description Ig AC BX P B F OPEN PEO Fault1 INTERLOCK C 
Behavior: 
No Description Presentation Condition Remarks 
1 SelectFrame White SELECTED = 1 Selected 
Black : FrameColor 
2 Header NAME and DESCR Object name and description 
Red flashing AU_IND = 1 Unacknowledged alarm 
Red IND1_DIST = 1 Alarm 
Green : Normal 
3 Valve Open Status 
x! IND2_07 =0 Not ready for start 
Green 
[Ol IND1_12 = 1 and Open 
Green flashing IND1_15 = 1 No limit position open 
[Ol IND1_07 = 1 Limit position for open 
Green 
LI IND1_13 = 1 and Close 
Green flashing IND1_15 = 1 No limit for close 
LI IND1_11 = 0 and Limit position for close 
Green IND1_15=0 
|| IND2_07 = 1 and A-Interlock 
Green IND2_14 =1 
Grey IND2_03 = 1 Out of service 
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No Description Presentation Condition Remarks 
4 Status Indication Status Indication 
4.1. |Mode M Green IND2_05 = 0 and Manual mode 
IND2_02 = 0 and ManModeColor 
IND2_03 = 0 
A Green IND2_05 = 1 and Auto mode 
IND2_02 = 0 and AutoModeColor 
IND2_03 = 0 
4.2 | Point Of Control O Yellow IND2_03 =1 Out of Service 
T Yellow IND2_02 = 1 Test 
L Green IND2_01 = 1 Local LocalColor 
S Green IND2_04 = 1 Sequence SequenceColor 
C Green IND2_01 =0 and Central CentralColor 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04=0 
4.3 Interlock Indication X Green IND2_08 = 1 or Safety interlock or 
IND2_09 = 1 or Operator interlock 
IND2_11 =1 or 
(IND2_13 = 1 and IND1_12 =0) or 
(IND2_00 = 0 and 
(IND2_10 = 1 or 
(IND2_12=1 and IND1_12 =0))) 
BX Red IND2_15 =1 Override Interlocks. Interlock 
/B1 or IB3 active 
BX Yellow IND2_00 = 1 Override Interlock 
4.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
4.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
4.6 Fault Indication F Red IND1_08 = 1 Collective fault indication 
5 Valve Open Text PRES _B User defined text 
OPEN Green IND1_07 =1 
Valve Closed Text PRES_A User defined text 
CLOSED Green IND1_11=1 
6 Error 1 PEO Red flashing AU_IND1_02 = 1 Unack Position Error Open 
PEC Red flashing AU_IND1_03 = 1 Unack Position Error Close 
PEO Red IND1_02 = 1 Position Error Open 
PEC Red IND1_03 = 1 Position Error Close 
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No Description Presentation Condition Remarks 

7 Error 2 Fault 1 Red flashing AU_IND1_00 = 1 Unacknowledged Fault 1 
Fault 2 Red flashing AU_IND1_01 = 1 Unacknowledged Fault 2 
Fault 1 Red IND1_00 = 1 Fault 1 
Fault 2 Red IND1_01 =1 Fault 2 

8 Act Pres Text ACT_PRES_TEXT Actual interlock text 
Red IND2_07=0 Not ready for start 
Yellow IND2_07=1 Ready for start 

The conditions are in priority order. Underlined parameters are configurable. 

Configuration: 

Parameters Affects Options (bold is default) Remarks 

FrameColor 1. SelectFrame K16 (Black), any color 

NameFont 2. Header Name FCS50, any font 

ManModeColor 4.1 Mode K5 (Green), any color 

AutoModeColor 4.1 Mode K5 (Green), any color 


SequenceColor 
CentralColor 


LocalColor 


4.2 Point Of Control 
4.2 Point Of Control 
4.2 Point Of Control 


K5 (Green), any color 
K5 (Green), any color 


K5 (Green), any color 
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4.21.8 VALWIO1 


Presentation 


2. Header VALVECON1 —— 1. Frame 
Object Description 
3. Status Line A Cc BX P BxF 
4. Error 1 
6. Open Status OX O P E N PEO 
Fault 1 5. Error 2 
7. Close Status | C LOS E D 
8. Act Pres Text INTERLOCK C 
Definition point ead 
Behavior: 
No Description Presentation Condition Remarks 
1 Select Frame Object select frame 
White SELECTED = 1 Only for overlap 
Black - 
2 Header NAME and DESCR Object name and description 
Red flashing AU_IND=1 Unacknowledged alarm 
Red IND1_DIST=1 Alarm 
Green - Normal 
3 Status Line Status Line 
3.1 Mode M Green IND2_05 = 0 and Manual mode 
IND2_02 = 0 and 
IND2_03 = 0 
A Green IND2_05 = 1 and Auto mode 
IND2_02 = 0 and 
IND2_03 = 0 
3.2 | Point of Control O Yellow IND2_03=1 Out of Service 
T Yellow IND2_02=1 Test 
L Green IND2_01=1 Local 
S Green IND2_04=1 Sequence 
C Green IND2_01 =0 and Central 
IND2_02 = 0 and 
IND2_03 = 0 and 
IND2_04=0 
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No Description Presentation Condition Remarks 
3.3 Interlock Indication X Green IND2_08 = 1 or Safety interlock or 
IND2_09 = 1 or Operator interlock 
IND2_11 =1 or 
(IND2_13 = 1 and IND1_12 = 0) or 
(IND2_00 = 0 and 
(IND2_10 = 1 or 
(IND2_12 = 1 and IND1_12 = 0))) 
BX Red IND2_15 =1 Override Interlocks. Interlock 
IB1 or IB3 active 
BX Yellow IND2_00 = 1 Override Interlock 
3.4 Printout Blocked P Yellow PR_BLK = 1 Printout blocked 
3.5 Alarm Blocked B Yellow AL_BLK = 1 Alarm blocked by operator 
Bx Yellow AL_P_BLK = 1 Alarm blocked by PC-program 
3.6 Fault Indication F Red IND1_08 = 1 Collective fault indication 
4 Error 1 PEO Red flashing AU_IND1_02=1 Unack Position Error Open 
PEC Red flashing AU_IND1_03=1 Unack Position Error Close 
PEO Red IND1_02=1 Position Error Open 
PEC Red IND1_03=1 Position Error Close 
5 Error 2 Fault 1 Red flashing AU_IND1_00=1 Unacknowledged Fault 1 
Fault 2 Red flashing AU_IND1_01=1 Unacknowledged Fault 2 
Fault 1 Red IND1_00=1 Fault 1 
Fault 2 Red IND1_01=1 Fault 2 
6.1 Valve Open Status 
x IND2_07 =0 Not ready for start 
Green 
[OO] IND1_12 = 1 and Open 
Green flashing IND1_15 = 1 No limit position open 
[Co] IND1_07 = 1 Limit position open 
Green 
LI IND1_07 = 0 and No limit position open 
Green IND1_15=0 
|| IND2_07 = 1 and A-Interlock 
Green IND2_14=1 
Grey IND2_03 = 1 Out of service 
6.2 Valve Open Text Green PRES_A User defined text 
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No Description Presentation Condition Remarks 
7A Valve Close Status 
X| IND2_07 =0 Not ready for start 
Green 
[GI IND1_13 =1 and Close 
Green flashing IND1_15 =1 No limit position close 
[C) IND1_11=1 Limit position close 
Green 
LI IND1_11 = 0 and No limit position close 
Green IND1_15=0 
A IND2_07 = 1 and A-Interlock 
Green IND2_14 =1 
Grey IND2_03 = 1 Out of service 
7.2 Valve Close Text Green PRES _B User defined text 
8 Act Pres Text ACT_PRES_TEXT Actual interlock text 
Red IND2_07 =0 Not ready for start 
Yellow IND2_07 = 1 Ready for start 
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